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A TREATISE ON 

STEAM BOILEES: 

THEIR STRENGTH, CONSTRUCTION, AND 
ECONOMICAL WORKING. 



** It is but rarely we have had to review a book in which so much 
aound information is so clearly and compactly stated, or in which 
there is such an entire absence of all irrelevant matter. Altogether, 
we regard Mr. Wilson's Treatise as the best work on boilers which 
has come under our notice." — Engiruering. 

"The best Treatise that has ever been published on steam 
boilers." — The Engineer. 

** There is scarcely a page in it that does not contain some hint 
the proprietor of a steam boiler will find it to his interest to 
know."— itf«c/uinic«' Magazine, 

•• The author shows himself to be perfect master of his subject, 
and we heartily recommend all employing steam power to possess 
themselves of the work."— /ron Trade Circular. 
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PREFACE TO THE FIRST EDITION. 



This book does not pretend to give any new facts or opinions 
upon the subject of which it treats. Any claim to attention it 
may deserve is based upon its being an attempt to embody the 
principles of boiler construction and management, together with 
numerous opinions collected from the writer's experience in 
boiler inspecting, and from various sources not accessible to the 
majority of those engaged or otherwise interested in the appli- 
cation of steam. 

Many of those opinions advanced, which are founded on 
experience, may require r^eated modification with increased 
opportunities of observation and as new light is brought to 
bear on the various questions by further experiments. 

As anything like a complete history of boiler progress is 
beyond the scope of such a small work as this, only a slight 
sketch of the salient points has been attempted in the first 
chapter. A complete history, accompanied by remarks pointing 
out the defects that have led to the disuse of many inventions 
connected with boiler work, would be of real service to many, 
for, judging by the frequency of the repetition of old defects, it 
would appear to be even more important to know what to avoid 
than what to adopt in designing new boilers. 

It is almost impossible in a work like this to mention 
authorities for all the information given. Where considered 
necessary, the authorities have been cited; but it may be 
desirable to specially enumerate the following works that have 
been most largely drawn upon for information: — Sir W. 
Pairbaim's ** Useful Information for Engioeers,'* Peclet's 
" Traits de la Chaleur," Professor Bankine's ** Steam Engine 
and other Prime Movers," Mr. D. Kirkaldy*s " Experiments on 
Wrought Iron and Steel," Mr. E. J. Eeed's " Shipbuilding in 
Iron and Steel," and numerous articles in " The Engineer," 
"Engineering," and **The Mechanics' Magazine." 

Mai/, 1873. 
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NOTE. 

# 

The writer had in preparation for the First E<lition, a 
chapter on the prices of the yarious classes of boilers and 
boiler work ; but the sndden rise in the price of materials 
and labour in 1872, rendered the conclusions based on the 
average prices for the preceding half-dozen years misleading. 
The publication of the matter compiled was in consequence 
abandoned. 

The fluctuations in the price of bars and plates may be 
seen from the diagram preceding the title-page, kindly pre- 
pared for the author by Messrs. Heslop, Wilson, & Buddeu, 
Engineers and Iron MerchantS| Newcastle-on-Tyne. 
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CHAPTER I. 

INTRODUCTORY. 



Tbb enormous deyelopment attamed by the system of em- 
ploying steam is to be ascribed to its commercial success. Only 
so long as it coutiuues to be regarded as less costly than other 
t^gents will steam retaia its present position as a motive power, 
and for the various purposes in chemical and other manufactures 
to which it is so largely applied. 

Yet there are certain theoretical considerations in connection 
with the present mode of employing steam, which, regarded in 
the abstract, clearly indicate that we are by no means justified 
in concluding that it is the most ecouoojical motive pow^r 
obtainable. Many attempts have, in consequence, been made 
to replace steam as a prime mover, but without success, as there 
are found inseparably connected with the employment of all 
other agents certain practical difficulties which have as yet 
proved insuperable. 

It is not likely we shall soon see these obstacles overcome ; 
and even supposing the successful employment of some more 
suitable prime mover were rendered practicable to-morrow, it 
would be so long before the present arrangements could be re- 
placed, that it would still be to our interest to strive to improve 
our modes of employing the agent we now possess, and to in- 
quire in which direction further progress in its economical aj^j^U- 
cation Beema to set 

"a 
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It is long Bince theoretical deductions indicated the economical 
advantages to be derived from the use of high steam pressures 
combined with high grades of expansion in the cylinder. The 
practical difficulties that stood in the way having been gradually 
and successfully overcome, the result has been the marked 
changes from the 7-lb. and 10-lb. pressures, so common forty 
years ago, to the pressures of from 70 lbs. to 150 lbs. at present 
employed, and the more general employment of the higher pres- 
sures will be demanded as the advantages of using steam expan- 
sively become more generally recognised. 

One of the impediments to progress in this direction is the 
difficulty of obtaining reliable vessels of sufficient strength and 
simplicity combined with moderate cost of construction and 
maintenance for generating and containing the steam. 

This difficulty can scarcely be said to be in a fair way of 
solution, judging from the numerous prodigies boiler engineering 
has called into existence. It is not intended here to describe 
the boiler of the future — that cannot be done until experience 
shall have shown the advantages and defects of the many high 
pressure tubulous boilers recently introduced, and which are as 
yet only on their trial — but rather to set forth the principles of 
construction and management, a knowledge of which is essential 
to the safe and economical employment of the types of boiler at 
present chiefly used. 

A steam boiler may be defined as a close vessel in which 
steam is generated. It may assume an endless variety of forms, 
and can be constructed of various materials. 

Boiler making now holds an important position among the 
practical arts. Its progress has been aided chiefly by the in- 
creased facilities of procuring suitable materials^ by the improve- 
ments made in working them, and also by our better acquaint- 
ance with the laws on which the safety and economy of boiler 
construction and management depend. 

In the early days of the steam engine, vessels of copper and 
cast-iron were used for generating the steam in. It is recorded 
that structures of stone, and even of wood with internal flues 
of copper and iron, were at one time employed. These, how- 
ever, were probably not subject to any but atmospheric pressure. 
The high price of copper mu^t forbid its ever being used exten- 
sively, when cheaper materials are to be found. When pressures 
of 7 lbs. to 10 lbs. above the atmosphere came into use, cast- 
iron was found unreliable and treacherous for the boilers as at 
that time constructed. It was therefore discarded in favour 
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of wrought iron, which was probably not employed at first in 
consequence of the difficulty found in working it and in making 
steam-tight jointa It has, however, of late years become the 
material employed, almost to the entire exclusion of all others. 

Now that steel has been introduced for boiler making, we can 
not look forward to any further progress in the direction of 
obtaining a stronger materiaL Any effort to increase the 
strength of boilers should therefore be aimed at improving their 
shape and the disposal of materiaL This has been done con- 
spicuously in the case of the various spherical, tubulous, and 
other so-called *' unit,'' ** segmental," or *^ sectional " boilers 
recently introduced. 

The variety of shapes in which boilers are made, and in the 
attainment of which much ingenuity has been exercised, is due 
to the various ends they have been designed to meet. Among 
these may be mentioned strength, durability, smallness of bulk 
and weight, saving of labour and material, greater extent and 
efficiency of heating surface, improvement of circulation, preven- 
tion of smoke, economy of fuel, facility of examination, clean- 
ing, and repairs. 

A very early form of steam boiler was made spherical, of 
cast-iron, with the fire underneath. 

Owing to its limited heating surface, it was soon replaced 
by vessels more favourable in this respect. A cylinder with 
flat bottom and curved top, having encu'cling flues, was soon 
adopted. To increase the strength of the bottom, it was found 
necessary to arch it inwards. With a view of obtaining still 
more heating surface, the vertical cylinder, in its turn, gave 
way to the horizontal oblong boiler. When wrought iron came 
into use, larger dimensions than had hitherto been employed 
were ventured upon, and the ** Wagon " boiler first made by 
Watt, and so much in vogue, especially in Lancashire, thirty 
years ago, was at length produced. After passing through 
various modifications of form, designed with a view to increase 
the strength and amount of heating surface, this type is now 
rarely to be met with. Its tendency to change of shape, even 
in spite of elaborate staying, renders it unfit for the pressures 
now commonly employed. 

With inclined sides and hemispherical top, the old vertical 
cylindrical boiler developed into the '' Haystack," or " Bal- 
loon" boiler, of wrought-iron. This shape cd joyed a long run, 
and many specimens are still to be found in the Stafford&hix^ 
district^ some of them as large as 20 feet in diatnfilec. 
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Owing to the want of heating surface, and liability to give 
way at the bottom, these boilers are disappearing before those 
of the present smaller cylindrical type, which, on account of 
their strength, are now mostly employed. 

The simplest is that of the horizontal, exterDally-fired class, 
with flat or cambered, but* most commonly with hemispherical, 
ends, called the '' Egg-end " boiler. To increase the extent of 
heating surface, without adding to the bulk of the boiler, the 
iutemal flue was introduced, through which the hot gases 
parsed on their way to the chimney. 

In order to economise fuel, the fire was at last placed inside 
the tube, giving us the '' Cornish " boiler, its name being taken 
from the district where it was first mainly employed. In con- 
sequence of the weakness of the large diameter of the single 
internal flue, when a large grate area was required, two flue 
tubes instead of one were adopted, whic^ gives us the '* Lan- 
cashire "' boiler. 

Numerous modifications of these two types are to be found. 
There is the " Breeches- fined " boiler, having the two furnace 
tubes combining into one long tube behind the bridge. The 
weak form of the combustion chamber or neck uniting the 
double furnace tubes with the single flue tube, which, however, 
admits of being strengthened, has been the source of frequent 
disasters. This defect, although not incurable, along with the 
diminished heating surface of the single tube^ has led to the 
'Misuse of this boiler. There is also the " Butterly '* boiler, 
with circular, or elliptical, internal flue. The concave arch at 
the front end, which was introduced to obtain a larger fur- 
nace, is of very weak shape, and renders this boiler unsuit- 
able for high pressures. It is consequently passing out of 
date.' 

Another description is the multitubular boiler. The number 
of small tubes are introduced to gain more heating surface. 
The weak point of some specimens of this class is the combus- 
tion chamber, which requires stoengthening by water tubes or 
other means. 

In order to increase the amount of heating surface and 
the strength of the large internal flue tubes, as well as to 
improve the circulation of the water, small transverse water 
tubes have been added to the main tubes. The most coDspicuou? 
example of this modification of the ^^ Lancashire " is the 
*• Galloway " boiler, which has long found favour with steam 
pBers, The weak elliptical tube, 'wViwi its form is not too 
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irregular, can be adequately strengthened by tbe vertical 
conical water tubes^ and the whole made capable of sustainiug 
as great a pressure as any of the internally- fired class enume'* 
rated. 

It must, however, not be forgotten that the advantages just 
mentioned are gained by the sacrifice of simplicity, and 
they increase the difficulty of examination, cleaning, and 
repairs. 

The "French or Elephant" boiler, with its two " bouilleurs" 
or heaters below connected by water tubes to the main shell 
above, though much used in France, has not come greatly into 
use in this country. 

The various forms of vertical boilers with chimneys or flues 
passing through the steam space, may be described as modifi- 
cations of the '* Cornish" type placed on end. By altering 
the posture, however, many properties of the boiler are mate" 
rially afiected. 

llie vertical is the most protean of all the types of boilers, 
and, as a rule, the most wasteful of fuel. At the same time, 
their convenient shape renders them an invaluable adjunct to 
many branches of industry. 

The ** Rastrick " boiler, used extensively at iron works, 
is a vertical cylindrical boiler of large diameter, with one 
central longitudinal flue tube, communicating with two or more 
horizontal tubes through which the gases from the furnaces 
in connection pass to the central tube on their way to the 
chimney. 

The '' Locomotive" type is much used where little space is 
available, and, when the flat surfaces of the firebox are pro- 
perly stayed, it can be made a very servicable and reliable 
boiler for high pressures and rapid generation of steam. 

Some of the above-mentioned boilers have circulating and heat- 
ing tubes added, such as Field's, Gadsby's and others, which 
add greatly to their steaming power, especially when new, and 
also, it must be admitted, to- their complication. 

Besides these cylindrical boilers, which are more or less of a 
simple type, there are the various kinds of so-called tubulous 
boilers now comiug rapidly into use. These are, for the most 
part, modifications of the type first introduced by Woolf, con- 
sisting of numerous pipes, in which the steam is generated, 
communicating with a receiver above, in which it accumu- 
lates. The object aimed at in these boilers is safety from dis- 
astrous explosions and economy o£ {\iq\. ¥ot ^e;t^ ^^^^ 
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pressures, some arrangement of this description will doubtless 
come largely into future use, but at present the design of more 
than one type appears to be in a transition state, and several 
very ugly, though not fatal, explosions have already occurred 
with some of these so-called inezplodable boilers. 



CHAPTER IL 

STRENGTH OP CYLINDEB» SPHEEB, AND FLAT SURFACES. 

In analysing the various forms of boiler shells, they are found 
to resolve themselves into the cylinder, oval, sphere, cambered 
and flat surfaces. 

THB CTLINDEB. 

According to the well known law of hydrostatics, the pres- 
sure of steam in a dose vessel is exerted equally in all 
directions. In acting against the circumference of a cylinder, 
the pressure must therefore be regarded as radiating from 
the axis, and exerting a uniform teusional strain through- 
out the enclosiDg materiaL Its tendency to cause longi- 
tudinal rupture, or to rend the cylinder in lines parallel 
to its axis, may be considered as a force acting and react- 
ing in opposite directions to divide the cylinder in two. 
As it must be exerted on equal areas in order that the action 
and reaction may be equal, this divellant force may be con- 
sidered as the pressure exerted on the semi-circumference, aud 
tending to rupture the cylinder in a plane drawn through the 
diameter. It follows, however, from the pressure acting 
equally in all directions, that the whole amount exerted on the 
semi-circumference is not equally effective in producing strain 
perpendicular to the diameter through which the cylinder may 
be assumed to rend. 

If we examine the force tending to cause rupture through 
the horizontal diameter A B. (fig. I), we shall find the pres- 
sure is exerted directly upwards and downwards only along the 
yertioal diameter CD. As we recede right and left from this 
line, the pressure is exerted diagonally with diminishing verti- 
cal effect, to produce tension at A and B., until it vanishes 
altogether when we reach these points. The t>3i^^ ^x^KsoaL^ 
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ftt any point may be resolved into two forces, the one 
Tertical and the other horizontaL It is evident the 
latter has no teusioual effect at A B. By taking the com- 
ponent vertical forces at an infinite number of points in the 
semi-circumference, it can be proved that tbeir sum is equal 
to the full pressure exerted on a line equal in length to the 
diameter. 

We may consider the cylinder as composed of a number of 
rings of a unit's length, say 1", placed side by side, each of 
which resists the pressure independently of the rest. 

Let A B D represent such a ring, and let P = pressure 
per square inch ; x t/, a very small portion of the circumference, 

and a the angle it makes 
Fig. !• with A B. The pressure ex- 

erted upon X y, along the 
radius which passes through 
its centre, will be P x x y. 
If we decompose this force, 
the vertical component will 
be represented by P x x y 
X cosin. a ; but x y x cos. 
a is equal to the projection 
6 6 of the arc x t^ on the 
diameter A B. The vertical 
component will then be equal 
to P X & &, and the sum of 

all the vertical components 
will be P X A B. ^ 

Hence the force tending to rupture the cylinder longitudinally 
is represented by multiplying the diameter by the pressure on 
each unit of surface. As this applies only to a cylinder of a 
unit's length, it is evident that the total amount of force 
tending to divide the cylinder in lines parallel to its axis is 
found by multiplying the above product by the length of the 
cylinder. The practical truth of this has been proved by 
experiment. 

The retaining force opposed to this pressure is evidently the 
resistance of the material at the two opposite sides which bear 
the strain. 

The manner in which the strain is borne by the material 
depends greatly on its thickness. When this is considerable, 
compared with the diameter, as in hydraulic presses and 
cannon, the inner layers of the material are more seveiely 
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taxed than those on the outside. This difference may be so 
great that the latter ^render no material assistance to the 
former. If we take two straight bars of the same material and 
flection^ but of different lengths, and submit them to the same 
tensile strain, they will be stretched, within certain limits, in 
proportion to their length. Suppose a bar 1 foot long is 
stretched ^ inch by a given weight, then a similar bar 10 feet 
long would be elongated 1 inch by a similar weight, the exten- 
sion being simply a factor of the length.* In a cylinder, say 
of 3 inches diameter and 2^ inches thick, we may consider the 
thickness as divided into ^-inch layers. The inner layer will 
have a mean length of about 11 inches, whilst the outer one 
will be about 23^ inches long. Suppose the material just 
capable of bearing an elongation of -/^ inch per foot, then the 
inside layer would be damaged by an internal force that would 
expand the cylinder -^^ inch in diameter, whilst the outside 
layer would be stretched only to about one-half its ten&ile 
limit, being twice as long as the other. From this it may be 
seen how any increase in thickness beyond a certain degree 
may not add to the strength of the cylinder. The thickness of 
boUer shells and tubes is, however, so small compared with 
their diameter, that the tension from the radial pressure may 
be regarded as being uniformly distributed throughout the 
material, the whole section thus acting together to resist the 
strain. 

The strength of the cylinder to resist transverse pressure is 
therefore proportionate to the thickness, and is represented by 
the tenacity or tensile strength of the material multiplied by 
the section on both sides, or twice the thickness multiplied by 
the length. 

At the moment of rupture, this retaining force is equal to 
the bursting pressure. 

Kepresenting the pressure in lbs. per square inch by T, 
the diameter in inches by D, the length by L, the thickness of 

* From the results of some tests of wrouglit-iron bars, Sir W. 
Fairbairn erroneously deduces a rule which makes it appear that the 
rate of elongation increases with the decrease of length. On approaching 
the breaking strain, a bar of good iron of uniform section always draws 
out considerably at and near the point of fracture. The amount of this 
local elongation, provided it be free to act, is independent of the lehgth of 
the bar, and consequently, the ratio it bears to the total leugth increases 
as the length of the bar decreases. This fact has evidently been over- 
looked, and is apparently the cause of the error which has been generally 
accepted until indicated by Mr. Kirkaldy* 

"ft ^ 
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the material in inches by T, and its tensile strength by c we 
have at the point of rupture 

PDL = 2TLc 

The factor L can be suppressed, and the equation stands— 

PD=2Tc 

2c 

In calculating the strength, it is usual to consider the length 
as unity. The correctness of this is here shown, the extra 
pressure due to increased length being balanced by a propor- 
tionate increase of materiaL 

Although the length does not affect the strength of a cylin- 
drical boiler with respect to the action of the internal pressure 
per se, we shall afterwards find that the length is an important 
condition when the expansion and contraction of the boiler on 
its seating are regarded as elements of weakness. 

From the foregoing considerations, it is obvious that the 
strength of a cylindrical boiler to resist longitudinal rupture is in 
direct ratio to the thickness and tenacity of the material, and 
inversely as the diameter and the pressure. Speaking theoreti- 
cally, and assuming the material of a cylinder to be of perfectly 
uniform strength throughout, it would be uniformly stretched, 
and its diameter increased by sufSdent pressure. On reaching 
the bursting point it should give way all round its circumference 
at the same instant — ^in fact, be '' blown to atoms." Of course 
this argument is entirely hypothetical In practice there are 
always one or more lines of less resistance through which the 
fractures pass, leaving the rest of the material comparatively 
intact. 

The tendency of the uniform radial pressure is to maintain 
the perfect circularity of the cylinder and to restore this form 
when it is departed from. Should the cylinder be somewhat 
oval, the two opposite sides at the extremities of the minor 
axis, having a greater pressure against them, will have a 
tendency to bulge outwards until their resistance becomes equal 
to that of the rest of the circumference. 

This equilibrium of pressure and resistance can only be main- 
tAined when the circumference is perfectly circular. 
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In a shell of wrought iron, the perfect circularity cannot be 
obtained when the plates overlap longitudinally. In this case 
the deviation from the accurate circle is usually but trifling, and 
the weakness caused by the lap is rather to be attributed to the 
unequal distribution of the strain through the plates at the 
joint, than to the deviation from the circular form. 

In a cylinder made with flat ends, the strength imparted by 
these renders it less liable to stretch at the extremities than at 
mid-length. Such a cylinder has thus a tendency, under in- 
ternal pressure, to assume the form of a barrel 

Assuming the material to be suflSciently pliable, like india- 
rubber, and able to bear sufficient stretching, the sides would be 
further curved, and the spherical form be eventually attained by 
sufficiently increasing the pressure. 

In very short cylinders, the ends play an important part in 
increasing the resistance to bursting longitudinally ; and where 
the length does not exceed the diameter, the strength approaches 
that of a sphere. In practice, however, local weakness arising 
from various causes — such as corrosion of plates and rivet heads, 
flaws, &o, — ^may lead to failuro, against which the aid from the 
ends cannot be counted upon. 

Again, in oval shaped boilers, the end plates assist materially 
in maintaining the shape against the tendency to become 
circular under internal pressure. Since the aid lent by the ends 
diminishes as the distance from these increases, an oval boiler is 
most liable to change of form at mid length. 

In consequence of their tendency to alteration of shape under 
pressure, it is almost impossible to give any rules for the strength 
of elliptical boilers, as their resistance varies with every change 
of shape, according to very complicated laws. 

We have now to consider the strength of a cylinder to resist 
bursting in a plane perpendicular to its axis, llie force tending 
to divide it transversely by separating two contiguous rings is 
evidently the amount of pressure exerted against the two ends 
* which may be represented by the area of the cylinder mnlti- 
tiplied by the pressure per square unit of surfeu^, or 
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The resistance opposed by the cylinder to this longitudinal 
force is measured by the tenacity of th» iSA^AXVdl vsA 'C&s^ 
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amount brought into play to withstand the pressure. This is 
evidently the whole circular section of* the cylinder, and as the 
strain acts directly, the whole tensile resistance of the material 
is exerted. The strength is therefore expressed by the area 
of the annular section multiplied by the tenacity of the material, 
or TT T (T + D) c, when rupture is about to take place the 
bursting force and resistance are equal, therefore, 



pi^ = 7rT(T + D)c, 



T 

neglecting — , which is usually small^ we get 



4c 
Ab the formula for the longitudinal strength is 

T = ^-^ 

2c » 

on comparing these two formulsB we see that with the same 
internal pressure, diameter, and thickness of shell, a cylindrical 
boiler is twice as strong transversely as longitudinally. 

It must not, however, be concluded from this that a cylin- 
drical boiler is always more liable to burst from longitudinal 
than from transverse weakness. Many explosions occur from 
the latter source, the cause of which we shall consider fully 
when treating of the wear and tear of boilers. 

It may be here observed that in most experiments on the 
tenacity of metals, the material is not subjected to any lateral 
strain, whereas in a cylinder under internal pressure the metal 
is strained both longitudinally and transversely at the same 
time. The question then arises whether this circumstance has 
any influence on the strength of the material, and whether we 
are justified in taking the direct tensile strength in calculating 
ifaa raaistance of a cylinder. This question has long been set 
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at rest by the direct experiments of Navier on wroiigbiriron 
spheres, as well as by loog experience with boilers at work, 
which show coDolusively that the strength of the metal is not 
affected when it is strained simultaiieounly in all directions, 
and the resi^tiince is the same as when the stretching is ex- 
erted in one direction only. 

A table of the strength of wronght-iron boiler shells of dif- 
ferent dimensions is given at page 311. 

A cylinder or tnbe in resistiug external flnid pressure may 
be considered as an arch. As the pressure is exerted equally 
all round the circumference, the figure, in order to resist it 
uniformly, should be similar to itself all roimd, and therefore 
a circle. Speaking theoretically, if the circular form be per- 
fect, and the resistance of the material quite uniform through- 
out, the tendency of the presi^ure will be to diminish the dia- 
meter by compression. On its compressive strength being ex- 
ceeded, it will depend on the nature of the material and other 
conditions, whether the thickness of the cylinder will increase 
in proportion as the diameter is diminished, or whether the 
material will also be forced out at right angles to the pres- 
sure against it, thus lengthening the cylinder. 

The force against any two opposite sides tending to close 
them together by forcing out the rest of the circumference at 
right angles will be exactly balauced by the resisting force ex- 
erted here, and the whole pressure and resibtance will be in 
equilibrio at all points of the circumference. 

Should, however, the figure and material of the cylinder not 
be perfect, which is always the case in practice, and more espe- 
cially in tubes of considerable diameter compared with the 
thickness, the equilibrium is destroyed, and the tendency of 
external pressure is to aggravate any deviation from the circular 
form and cousequently to cause collapse by excessive pressure. 
The collapsed cylinder may assume various shapes, depending 
upon the original form and want of uniformity of strength in 
the material 

It has been shown that the strength of a cylinder to resist 
internal pressure was not affected by its length, when we disre- 
gard the extra strength imparted by the ends. But it is other- 
wise with a cylinder exposed to external pressure, its power of 
resistance being materially iufluenced by its length. 

The important part played by the length of a cylinder in re- 
sisting external pressure is not generally understood ; in fact, 
nntH a few years ago^ it was altogether unkno^mi) voii ^«& qt^I 
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ascertained by experiment. When we bear in mind tbat the 
tendency of internal pressure is to rectify any deviation from 
the circular form, whereas external pressure tends to aggravate 
any distortion, it can be clearly seen where the analogy of the 
two cases fails in considering the effect of the length upon the 
I power of resistance. Were the cylinder under external pres- 
sure theoretically tmiform both with respect to material and 
shape, the length would not affect its power of resistance if we 
disregard any additional strength lent by end attachments, which, 
however, in this case would exercise only a limited influence. 
Such a theoretical cylinder is self supporting with respect to the 
pressure. But on the least departure from the shape on which 
this self-supporting principle depends, it is evident that the as- 
sistance of the end attachment is very material in maintaining 
the form of the tube. 

The value of this assistance will decrease as the distance 
from the ends increases. Hence the surface of an irregular 
cylinder or oval tube may be regarded as a beam supported at 
both ends, having the load uniformly distributed. The strength 
of the tube must therefore be dependent on the laws which 
govern the strength of beams. Any strip of a unit's width 
taken for estimating the strength must, however, be regarded as 
a beam of undefined section, in consequence of the strength 
imparted by the arched form, and the material on either side. 

The rule usually employed for the strength of cylindrical 
tubes, subject to external pressure, is deduced from the results 
of a valuable series of experiments conducted by Sir W. Fair- 
bairn, and given in the second series of his *' Useful Informa- 
tion for Engineers." It is as follows : — 

Te *•!• 
P = 806,300 X -— (1) 

a convenient modification being 

P = 33-61 X <^"^ ^) "' (2) 

For facility of calculation it may be written, 

Log. P = 1-5266 + 2-19 log. 100 k — log. L D. 
Here P = collapsing pressure per square inch. 
Tc = thickness of tube in inches. 
L = length of tube in feet. 
I> = diameter of tube in inches. 
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it may be remarked, gives a higher collapsing pressure, the 
thickness being always in fractious of an inch for boiler tubes. 
For ordinary lap-jointed tubes, the square of the thickness gives 
a result nearer the collapsing pressure, found by experience with 
boilers in use. It must, however, be observed that the experi- 
ments referred to were made with tubes of a length not ex- 
ceeding 15 diameters. Theoretically speaking, when this pro- 
portion of length to diameter is exceeded, the collapsing pres- 
sure given by the rule is too high. This objection applies, 
practically, to small solid-rolled wrought-iron and brass tubes. 
But when the tubes are made up of courses of plates, the 
lap or butt joints at the ring seams become an element of 
strength, the tube being virtually divided by these into so many 
short lengths. These transverse joints only require to be made 
sufficiently strong, in order to render the distance between them 
the actual length by which the collapsing strength is to be 
measured. The most important result of this fact is the power 
it gives us of reducing the thickness of the plates, without 
diminishing the diameter or total length of the tube. 

Bearing in miod that the strength is impaired by any devia- 
tion from the true circle, it is obvious that the employment of 
the lap joint for the longitudinal seams must have an injurious 
effect on the resisting power of a tube. 

In the experiments referred to, two tubes were tested, 37 inches 
long, 9'^ diameter, and i'' thick, one having single riveted lap 
joints, and the other butt joints, with a single strip at the longitu- 
dinal seams. The results showed a loss of more than one third 
in strength of the former, as compared with the latter, the ratio 
being 7 : 10 nearly. We then see how seriously the collapsing 
strength of even a short tube, only four times the diameter in 
length, is impaired by a departure of -^^th of the diameter from 
the cu'cular form, and the necessity of welding or butting the 
plates when great strength ia required. In practice, however, 
the longitudinal seams of furnace tubes are usually arranged to 
break joint in successive courses of plates. This arrangement, 
toge*^her with the increase of strength due to the lap at the ring 
seams, appears from experience to bring the collapsing strength 
fully up to that given by the formula, 

p _ 806,300 A^ .«x 

In casta where the circularity is not departed from to a greater 
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extent than twice the thickness of the plates composing the 
tube. 

When the plates are arranged so that their length in a longi- 
tudinal direction is short and the longitudinal seams break 
joint, the weakness of the irregular cylinder is not so likely to 
be in line, aiid the tube is therefore stronger than when the 
plates are narrow and arranged lengthwise along the tube with 
the seams in line firom end to end. For this reason the latter 
arrangement should not be employed unless the tube has a 
large margin of strengthj and in such a case it is better in cal- 
ciilatiiig the collapsing pressure to use the 2*19 power of the 
thickness of plate. 

The difficulty of maintaining the cylindrical form increases 
with the diminution of the ratio which the diameter of the tube 
bears to the thickness. This is not taken into account in the 
formula ; but experience proves that it need not be regarded 
when the diameter does not exceed 150 times the thickness. 

In order to show that the rule for the strength deduced from 
his experiments on tubes of limited size holds good for tubes of 
greater length and diameter, Fairbaim records some experi- 
ments on a large scale with two boilers 35 feet and 25 feet long, 
the tubes being in both cases 3' (V diameter, and composed of 
i plates. The 35-foot tube collapsed with 97 lbs., and the 
25-foot tube with 127 lbs. per square inch. By formula (1), 
these pressures should have been respectively 64 lbs. and 
89 lbs. By using the square of the thickness as in formula (3), 
these figures would stand 78 lbs. and 109 lbs., which accords 
more closely with the results of the experiments. 

In actual work, the form of a horizontal furnace tube is 
probably somewhat distorted by the heat, which is greater on 
the top than on the bottouL The effect of expansion by heat 
on a loaded arch resting on its abutments will be to increase its 
height ; but it will depend upon the original shape of an ordi- 
nary cylindrical tube pressed externally all roimd its circum- 
ference, whether the effect of the heat acting on its crown will 
cause an increase of diameter vertically or horizontally. The 
application of heat to the flattened crown of a slightly oval 
furnace tube would tend to restore the circular form were the 
tube not under pressure. But the effect will be altered when 
it is pressed all round. The heat will now farther aid the 
pressure to increase the distortion by forcing out the sides. 
Should, on the other hand, the flatness be in the ckidA^^ \>Vv^ 
heat will tend still farther to increase the \ie\^\it oi ^i^i^ <sLQkH«v\^ 
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and 80 again add to the distortion. The question then arisen, 
whether the direction of the elliptical form has any influence on 
the strength of a horizontal furnace tube. There can be little 
doubt that the tube is considerably weaker when the smaller 
diameter is vertical than when it is lateral, probably owing fco 
the fact, that the resistance to longitudinal expansion offered by 
the end plates tends to fiatten the crown, at the same time the 
heat renders the plates most pliable and susceptible to the in- 
fluence of the pressure when the crown is flattened. In addition 
to this, the pressure due to the displacement of the water 
being greatest on the under side, its effects will be more felt 
when the tube is flattened vertically, than when the flattening 
occurs laterally. 

In elliptical tubes the resistance to flattening varies inversely 
as the largest radius of the curvature. The weakness of such 
tubes was clearly shown in Fairbairn's experiments. A tube 
14" X 10^" diameter, 5 feet long and ^ inch thick, collapsed 
with 6*5 lbs. pressure, another tube 20|- inch x 15^ inch 
diameter, 6 feet 1 inch long and ^ inch thick collapsed at 127^ lbs. 
per square inch. These results show that the general formula 
applies sufBiciently correctly to elliptical tubes by substituting 
for D the diameter of the larger circle of curvature in the tube, 

or D = — . where L and S are respectively the major and minor 

axes of the ellipse. 

The comparative weakness of cylindrical tubes under ex- 
ternal pressure will be seen from what has been stated above, 
and the formulas given are sufficient data to enable us to find 
an expression for the maximum length of a cylindrical tube 
having a collapsing strength equal to the bursting strength of 
any given diameter of boiler. 

Taking the strength of a single riveted joint as 26,340 lbs. 
= c ; jp = internal or bursting pressure ; K = thickness ; 
D = diameter and inches ; L = length in feet, we have 

52,680 K 



where P = external or collapsing pressure, we have 

p _ 806,300 X K^ 
DL 
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Calling B the ratio of boiler tube diameter to ahell diameter, 
we get, 

P - 15-3 X K ^ ^ 

when P = |7, we have 

, 15-3 X K 

Taking a Cornish boiler of f plates, having a tube one-half the 
diameter of shell : 

L = 15-3 X -375 X 2 = 11 -47 feet. 

Thns we see that the boiler in this case should not exceed 
11^ feet in length to be equally strong in shell and tube. As 
the former will not be impaired by lengthening, we have only to 
make the latter in 11^ feet lengths, in order to preserve an 
equality of strength in tube and shell, having their diameters 
in the ratio of 1 : 2, whatever length the boiler may be. 
A table of collapsing pressures is given on page 314. 

THB SFHSBB. 

From what has already been stated concerning the action of 
steam pressure in a close vessel, it will readily be seen that in 
order to resist the pressure throughout its whole surface in an 
equal manner, the containing vessel must be similar to itself in 
all its parts. This property is possessed only by the sphere, 
which renders it the best of all forms for resisting internal 
pressure. 

To the sphere also belongs the property of containing the 
greatest volume within a given amount of surface, and owing to 
this the internal fluid pressure tends to make any containing 
surface assume the spherical form. 

By employing a modification of the reasoning we used in 
demonstrating that the internal pressure tending to rupture a 
cylinder in lines paraUel to its axis is to be measured by the 
diameter, and not by the semi-circumference of the cylinder, 
we should find that the internal pressure tends to burst a 
sphere through the laigest plane we can draw tYaoxi^ Vb^ ^sASs^ 
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to be measured by the area of its diameter, and not by that of 
the hemisphere. The divellent force can therefore be repre- 
sented by the formula^ 

The resistance opposed to this force is that due to the tensile 
strength of the material multiplied by the area of its section 
in the circumference of the sphere and can be expressed by 

IT T (T + D) c ; 

when rupture is about to take place these two formulae must be 
equal, therefore 

•!^=tT(T+D)c, 
whence we get, as at page 12 

XT' 

the same expression that we obtained for the transverse strength 
of a cylinder. The sphere therefore is twice as strong as a 
cylinder of the same thickness and diameter is longitudinally. 

The relative strengths of the sphere and cylinder may be con- 
sidered in another manner : — taking the diameter of a sphere as 
unity, its circumference is 3*14159, and area 0*7854. A 
cylinder of the same diameter and equal sectional area must be 
*7854 long. The sum of the two sides is, therefore, 1*5708, 
or half the circumference of the sphere, and therefore only 
half as strong. This, of course, leaves out of consideration the 
strength imparted by the ends which, however, cannot be 
counted upon when the cylinder is long in proportion to the 
diameter. 

In a cylindrical boiler of uniform thickness throughout, with 
hemispherical ends, the strength of these, being portions of a 
sphere of the same diameter as the boiler, is evidently equal to 
that of a cylinder of equal diameter to resist transverse rupture, 
and twice as great as the strength in a longitudinal direction. 
It is clear, then, that the ends of this form are unnecessarily 
strong compared with the cylindrical portion of the boiler in its 
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power to resist loDgitudinal rupture, by wluch the strength of 
the boiler is measured. 

By making the ends cambered to a radius equal to the 
diameter of the cylinder, their strength will be equsd to that of 
the shell, as they will then be portions of a sphere having a 
diameter double that of the cylindrical barrel By this means 
we employ the least amount of material consistent with ade- 
quate strength. 

In diminishing the camber of the ends, the amount of 
material to resist being torn asunder decreases less rapidly 
than the tensile force exerted upon it. The tensile strength of 
the ends is therefore increased by flattening, although their 
resistance to bulging is reduced. Their efficiency in strengthen- 
ing the cylindrical portion of the barrel will be farther increased 
as the amount of camber is reduced. But as the cylinder 
should be sufficiently strong of itself, the ends are not required 
to aid it, and should be designed simply with a view to resist 
bulging outwards by the pressure. 

'Hie manner in which a cambered end plate resists bulging 
is, perhaps, best understood by regarding it as a portion of the 
sphere to which it belongs. The radial pressure in this case 
tends to maintain the form of the segment as well as if it were 
a whole sphere, and the plate will fail by bulging only on ex- 
ceeding what would be the tensile strength of the material in 
the sphere. The amount of pressure sufficient to accomplish 
this may be safely tajsen as that which would burst the sphere 
of which the segment forms a pajrt. It follows, therefore, that 
the relative strengths of a dished or cambered end and a 
cylindrical barrel are found by comparing the radius of the 
camber with the diameter of the cylinder. 

The sphere possesses one property for a boiler, and likewise 
also the cylinder, yet in a less d^gi'de* not often noticed, but the 
value of which pa^not be over estimated, viz., the facility with 
which it expands on the application of heat to one portion of 
the surface, and with which it accommodates itself alike to the 
heat and the pressure without throwing any severe thrust or 
strain to cfLUse leakage or fracture on the surrounding parts 
that may be comparatively cooL 

FLAT SUBFAOES. 

Advuitage is usually taken of the self-supporting property 
of the cylinder and sph( re in cousiructiu^ ^«a\A oil "W^^t^ 
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having these formsy which enables them in most cases to be 
made sufficiently strong, without the aid of stays, ties, or 
other support. But the absence of this self-sustaining pro- 
perty in flat surfaces necessitates their being strengthened by 
stays or other means. 

Even where a flat or slightly dished surface possesses suffi- 
cient strength to resist actual rupture, it is yet, generally 
speaking, necessary to apply stays, to provide against undue 
deflection or distortion, which is liable to take place to an in- 
convenient degree, or to result in grooving long before the 
strength of the plates or their attachments is seriously taxed. 

The theoretical investigation of the strength of plane sur- 
faceit, such as the flat end of a cylinder, is attended with con- 
siderable difficulty, and cannot be satisfactorily pursued with- 
out the aid of the higher mathematics. 

The formula given by Professor Rankine for the strength of 
a flat circular plate of the diameter D, and supported all round 
the edge with the load uniformly distributed, is equivalent to 
the foUoTving expression, where 

P = Bursting pressure per square inoh in lbs., 
D = diameter of cylinder in inches, 
t = thickness of end plate in inches, 
c = breaking weight of the material in lbs., 

P D3 ttD c D <3 
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Whence * = x/^— X ^. 

2 2c 

Now, taking T as the thickness of the cylinder that resists 
longitudinal rupture imder the same conditions of pressure as 
the flat end plate, we had above, 

""2"c' 

Therefore t = -y/ — XT. 
We have here assumed the factor c to be the same quantity 
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for a tensile and a crofi» breaking strain, which we can safely do 
in such a case as we are considering. 

The last formula shows the monstrous thickness it would be 
required to give the unstayed flat end of a cylindrical boiler 
in order to make it equally strong with the shell For a boiler 
only 3 feet diameter and of I" plates, single riveted, the solid 
end plate would require to be about 2" thick to comply with 
this condition. It is obvious, therefore, that for boilers of 
ordinary diameter, the fat ends, if of moderate thickness, require 
to be well strengthened by stays or ribs. 

When longitudinal tie rods are employed as stays, the L or 
T irons securing them to the end plates are usually arranged 
horizontally. Gusset stays are usually arranged in planes 
radiating from the axis of the boiler. The best arrangement 
for T iron stiffening ribs will depend upon the design of the 
boiler. Each series of longitudinal stays bears the pressure 
against a rectangular portion of the flat end, and each gusset 
stay sustains the pressure against a sector of the circular area. 

The flat surface between two series of stays may be considered 
as a rectangular beam, fixed at the ends, and uniformly loaded, 
and its strength calculated accordingly, the tendency of the pres- 
sure being to split the plate up the middle between the stays. 

If we disregard the strength imparted by the end attach- 
ments, we may employ the usual formula for the strength of 
such beams, as follows :— * 

Where w = distributed breaking weight, 

{ = width of plate between side supports, in inches, 
b = length of plate in inches, 
d = thickness of plate, 

c = modulus of rupture = 54,000 for wrought iron, 
P = pressure in lbs. per square inch. 

wl 

Asio = PZ6 

We have = c cP. 

2 

The same formula may be used for estimating the strength 
of flat surfaces stayed by bolts, such as the sides of locomotive fire 
boxes, &c. Tables for the strength of stayed surfaces, calculated 
by this formula^ are given in the chapter on ^^ Ck>ii&\it^Q\X»>ii«^^ 



CHAPTER m. 

PROPERTIES AND CHARACTER OF BOILER MATERIALS. 

OAST IBON. 

Cast iron is the name given to a material, whose physical 
properties may vary through a wide range of brittleness, hard- 
ness, and tenacity. It is sometimes found so brittle as to be 
almost incapable of being worked ; at other times it is found, 
or rather was once to be found, exhibiting such toughness as 
to render it capable of being chipped by a chisel or bent by 
pressure equally as well as many inferior specimens of material 
now sold as wrought iron. 

That ca^t-irou is unsnited for boiler making no farther 
evidence is required than the fact of its almost total rejection 
for this purpose after having had a ffur trial Yet, despite 
the unanimous acceptance of its condemnation, it must he 
allowed that it possesseR advantages which, considered in the 
abstract, appear to render it the most eligible of the scanty 
stock of materials from which the boiler-maker has to make 
his selection. 

Its low first cost, combined with facilities of working, place 
it in the first rank of constructive materials, and probably led 
to its being largely used for boiler making in the early days 
of steam engineering. In its power to reRist wasting on 
exposure to the action of fame in a boiler furnace, or to the 
atmosphere when in contact with moisture, it is superior, if of 
suitcible quality y to wrought iron, and also in its power of resisting 
the corrosive action of the feed water and of acids found in the 
products of combustion. 

Inferior strength alone can scarcely be regarded as a bar to 
its employment in vessels for resisting pressure, when we con- 
pider that the strength of a structure like a steam boiler 
depends as much on its size and form as on the actual strength 
of the material The employment of cast iron to bear great 
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presstmvs in our water mains, hydraulic presses, and cannou, 
proves that low tensile streugth alone would not prevent its 
adoption for boiler making, as any disadvantage on that score 
would be outweighed by its constructive and other advau- 
tagee. 

As an instance that the breaking strength alone of a material 
is no test of its eligibility for sustaining high steam pressures, 
it may be mentioned that the employment of copper for flat 
surfaces in locomotive fire boxes meets with great favour in 
this country, in spite of its being in that form the least 
adapted of all boiler making materials for resisting pressure. 
Everything in this instance is sacrificed to malleability, 
ductility, and high thermal conducting power. By proportioning 
their diameters in the ratio of their tensile strength, cast and 
wrought iron cylinders or spheres can be made of equal strength, 
with the same thickness of metaL The difference between the 
strengths of cast and wrought iron vessels in the form best 
adapted to the constructive properties of each, is by no means 
so great as it may at first sight appear. With single riveting 
we can not take the strength of ordinary plates at more than 
12 tons per square inch at the joints. The tensile strength 
of cast iron being about 6 tons, and having no seams or 
other necessary loss of strength, it follows that a sphere 
of cast iron is equally as strong as a cylinder of wrought 
iron single riveted of the same diameter and thickness. 
But when both materials are used in the same form to 
resist tensile strain, the greater thickness that must be given 
to cast iron, in consequence of its inferior tenacity, raises 
its cost to that of wrought iron, the price o :the materials 
being in proportion to their cohesive strength in the finished 
structure. 

In seeking, then, for some other cause than the inferior 
tenacity to account for the rejection of cast iron, in spite of its 
numerous advantages, we shall find that the strong feeling 
which, notwithstanding strenuous individual effort<i to remove 
it, exists against its employment for boiler purposes, must be 
ascribed to its brittle and treacherous nature. 

Besides the uncertainty of strength caused by defective 
moulding, and the unequal tension on different parts of the 
same piece, usually ascribed to obscure causes in the process of 
casting and cooling, a very slight hidden or surface defect, in an 
otherwise sound casting, is sometimes sufficient to leadto Sk^\SLd.4^\k 
BsadexteDure fracture. Moreover, cast iron, m\>iQfi^Tv^>^'^^^'^s^ 
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gives warning by indication of weakness, sucli as uRually precedes 
the failure of wrought-iron structures. The risk attending its 
use in large masses, in consequence of its treacherous nature, is 
greatly aggravated when the material is subject to the strains 
caused by sudden and unequal expansion and contraction con* 
sequent upon the sudden and extreme variations of temperature 
it is exposed to when employed for vessels to raise steam in. 
To this cause must the rejection of cast iron be ascribed, together 
with the dread of the disastrous effects that would probably 
result from the explosion of a cast-iron boiler containing a large 
body of highly heated water, which would probably be similar 
to those resulting from the bursting of an explosive shell. 
When wrought-iron boilers explode, large masses of plate 
usually hold together, and tend to mitigate the effects of the 
explosion. 

It is only when these two causes act conjointly, viz., (1), 
nntrustworthiness of the material when exposed to trying 
trains, and (2), dread of explosion when the material contains a 
large body of highly-heated water, that cast iron is deemed 
unsuitable for boiler making, as may be seen from the following 
considerations : — 

1. In order to mitigate the disastrous effect that would ensue 
from the sudden liberation of a considerable volume of water at a 
very high temperature, on the bursting of a large vessel, various 
types of cast-iron " sectional" boilers have been introduced. 
Being composed of many small pieces, either spherical or cylin- 
drical, it is held by the advocates of these boilers that in the 
event of one portion suddenly giving way the explosion would 
be confined to a single segment, and its effects would be insignifi- 
cant, as the hot steam and water would be gradually discharged. 
It is for this reason that cast-iron boilers of this class, although 
subject to the same variations of temperature as ordinary steam 
generators, are employed without anxiety. It may be remarked 
that the unequal straining, and consequent liability to fracture, 
is much less in small than in large vessels. 

2. There are some cast-iron boilers, with wrought-iron internal 
flues, whose rupture would suddenly liberate a sufficiently large 
quantity of heated water to cause a very disastrous explosion ; 
yet these are worked without fear of bursting, as they are not 
exposed to sudden variations of temperature, the furnaces being 
in the internal tubes. In such boilers, however, there will be a 
marked difference of temperature between the top of the shell 

frnd tile bottom^ especially when &xai\>vn^ tlkd V^iL^r afiesh 
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after filling with cold water, which must strain them con- 
siderably. 

3. When not entering into the construction of the boiler 
itself, cast iron is almost invariably used, except with marine 
boilers, for japes to carry the steam to the engine cylinders at 
the full boiler pressure. These cylinders being of cast iron are 
very often of larger diameter than boilers it would rightly be 
<1eemed foolhardy to make of the same material, and to work at 
the 8ame pressure. This apparent inconsistency admits of 
ready explanation. In the engine cylinder the heat is, com- 
paratively speaking, uniformly distributed. There are wanting 
the fire and currents of cold air through the furnace-doors and 
bars to render the material untrustworthy ; and when the 
cylinder does happen to burst — ^by no means a rare occurrence — - 
the quantity of water present, idthough often the actual cause 
of fracture, is so small, and at so low a temperature, as to 
render the effects of the bursting comparatively harmless under 
ordinary circumstances. 

A large cylindrical vessel placed horizontally, with a fierce 
fire acting on the under side, and but moderately heated above, 
would be severely strained by the unequal expansion. A brittle 
and unyielding substance like cast iron would certainly not 
stand such a test without injury. 

In order to bear a high temperature without fear of fracture 
a large cylinder of cast iron should be heated equally all round 
its circumference, yet not necessarily along its entire length if 
the application and withdrawal of heat be gradual, and if the 
vessel be free to expand and contract uniformly. Such a 
cylinder is therefore less adapted for a horizontal than for a 
vertical position. The vertical arrangement for large cast-iron 
cylindrical boilers with external firing was formerly used. Its 
abandonment was probably due to the small amount of heating 
surface this arrangement afiforded. In order to increase the 
extent of this surface the obvious method is to diminish the 
diameter and increase the number of cylinders to receive the 
heat, producing at the same time a stronger and more efficient 
boiler. This has recently been done, and boilers composed of 
vertical cast-iron pipes 4 inches or 6 inches in diameter are at 
present employed and worked at pressures as high as 80 lbs. 
or 90 lbs. 

The difficulty, or rather, inexpediency of repairing the vessel 
by patching is another reason for making ca&trixoiL \y^iX€t& «.\A 
similar structures in small segments, the repVaciagoi v^^^le^v^^ 

o 1 
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portion being by this means attended with the least sacrifice oj 
material 

It is sometimes asserted that cast iron does not become 
covered with incmstation so readily as wrought iron or copper. 
However true this may be in the case of cast-iroD spheres, 
where the coating, if sufficiently thick and brittle, may be 
cracked ofif by the inequality of expansion between itself and 
the metal, it is certainly not the case with respect to cast-iron 
pipes, which become thickly coated over with a scale that defies 
removal when bad feed- water is used. 

Seeing that the prevailing types of wrought-iron boilers 
having large cylindrical shells are such as we could not venture 
to make of cast iron, and that, at the same time, cast iron can 
be safely used in certain other arrangements, the question may 
arise whether the prevailing type of boiler is the cau^^e or the 
effect of the rejection of cast iron in favour of wrought iron for 
boiler makiug. If, on the one hand, facilities of cleaning, and 
examination, and repairs, as well as an economical fuel con- 
sumption, render the present boiler of large section superior to 
any other form, the abandonment of cast iron would certainly 
follow. But if, on the other hand, the untrustworthy nature 
or other adverse property of cast iron in any form whatever 
resulted in its rejection in favour of wrought iron, the effect 
would be, without further consideration of economy, the 
adoption of the prevailing types as being the most suitable for 
constructing of wroughtiron plates. 

There can be little doubt the latter conclusion is the correct 
one. The difficulty of making good steam-tight joints when 
wrought iron first came largely into use for boiler making, would 
of itself preclude the use of cast iron in small segments, the only 
shape in which it can be safely employed. 

At the present day the increased facilities for making strong 
seamless wrought-iron tubes of various sizes will exercise con- 
siderable influence on the design of the boiler of the future, and 
probably, to some extent, indirectly lead the way to the larger 
introduction of cast-iron segmental boilers. 

Of late years the employment of cast iron in connection with 
boilers has been chiefly confined to the larger descriptions of 
mountings and seatings, and to steam domes and chambers. 
For the former it will doubtless long continue to be used, as it 
here possesses advantages superior to all the other materials, 
except hr&Bs, whose price, however, will prevent it from ever 
* y largely used for land boilers. 
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In the employment of oast iron for boiler mountings care 
should be taken that it is not placed where sudden variations of 
temperature are likely to occur. When used for steam domes 
and pipes of large diameter a large margin of safety should be 
provided, and castings of these descriptions should always be 
carefully tested by hydraulic pressure, to guard against insidious 
defects and errors that but too frequenUy occur in the foundry, 
and which it is impossible to detect by any ordinary optic or 
aoourtic tests. 

No better example of the treacherous nature of sound oast 
iron can be given than the fatal explosions of steam stop-valvea 
that have occurred in frosty weather through opening the valve 
aad allowing the steam to enter suddenly from the upper 
portion into the lower containing water at a low tempe- 
mture, which has caused the cast-iron valve casing to crack 
like glass, from the unequal expansion, and to be violently 
blown about, with as low a pressmre as 10 lbs. above the atmo- 
sphere. 

The above is one reason, amongst others, why a range of 
steam pipes should always be arranged or provided with means 
to drain the water from condensation away from the end where 
the steam enters. 

When a certain amount of strength is required in a casting, 
it is usual to specify the mixtures by giving the names and 
proportions of the pig-iron to be used. The most satisfactory 
course, however, is to specify the tests the metal must be 
capable of standing, and allow the founder to choose his 
own mixtures, which will vary considerably in different dis- 
tricts. 

With cegard to judging the quality of the uron by an inspec- 
tion of the fracture, this is by no means a simple matter, as the 
appearance of good iron is found to vary widely in different 
localities. Such defects, however, as honeycombing and chills, 
arising from want of care or skill in moulding and running the 
metal, and the presence of particles of graphite, showing a 
defect in the mixing, are immistakable. 

The strongest irons are of a light grey colour, without much 
lustre, dose grained, and sometimes mottled. Others exhibit a 
somewhat fibrous or jagged surface, of light colour, and when 
closely examined are found to be close grained. On the other 
hand, a blackish or bluish grey, with large loose grains, 
and having generally a shiny appearance, indicates inferior 
tenacity* 
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COPPER. 

The superiority of copper for boiler making, when compared 
with wrought iron, consists in the uniformity and homogeneity 
of its texture, freedom from lamination aud blisters, aod in its 
general trustworthy character when well selected ; in its great re- 
sistance to oxydising influences and the corrosive action of many 
descriptions of feed water ; in the manner in which it resists 
the tenacious adhesion of most kinds of incrustation ; in its 
great ductility and malleability, which render it capable of being 
worked with great ease and of bearing sudden as well as oft- 
repeated racking strains : in its being a better conductor of heat, 
which not only tends to give it a higher evaporative power 
under favourable circumstances, but also enables it to last 
longer when exposed to a fierce wasting heat in a boiler 
furnace . 

Before the rolling of sound wrought-iron plates in large 
quantities was attended with the certainty of recent years, 
cupper was rightly considered the most eligible and trustworthy 
material for steam boiler shells, and was so used to some 
extent, but owing to its high price and inferior tensile strength 
its employment for this purpose has long been abandoned in 
favour of wrought iron and steeL But for its high price, its 
non-liability to suflfer from the action of some descriptions 
of corrosive feed water and consequent durability would, doubt- 
less, in many cases outweigh any objections on the score of 
inferior tenacity. In judging of the comparative cost, it must 
not be forgotten that old copper will average a price of £66 per 
ton, whilst old iron will not fetch more than £5 on an average, 
being respectively two-thirds and one-third their price when 
new. 

The softness of copper when used in a comparatively pure 
state has been found to render it unfit to resist the abrasion it 
is subject to when used for the tubes of coal and coke-burning 
boilers, for which purpose its facility of manufacture at one 
time especially recommended it. 

The use of copper in boiler construction is now almost re- 
stricted to the fire-boxes and stays of locomotive boilers. Not^ 
withstanding its weakness to resist pressure when employed in 
a flat surface, especially in a furnace, its high heat-conducting 
power and ductility are considered, in this country at least, 
to render it more suitable than wrought iron or sttel, for 
hearing the intense heat and unequal strains of a locomotive 
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famace. In America, and, to a great extent, on the cou- 
tiaent, iron plates of half the thickness are successfully used 
instead. 

There can be little 4ion'bt that the quality of copper has 
deteriorated of Jato years, much of it being now of a compara- 
tively hacd and brittle quality. 

One adverse property possessed by copper, in which it pre- 
sents a marked contrast to iron and steel, is the great diminution 
of its tensile and transverse strengths at moderately high tem- 
peratures. From numerous experiments undertaken by the 
Franklin Institute in America, it was found that, taking a 
temperature of 32° Fahrenheit as a standard, every increment of 
heat caused a diminution of tenacity in copper plates. Thus a 
cold strip capable of carrying 10,000 Ibsi. was only capable of 
carrying 7,500 lbs. when heated to a temperature of 500°, and 
at 1200°, a visible red heat in daylight, no more than about a 
tenth part of the strength remained. 

Table of Diminution of Strength of Copper Boiler Flates when 
heated. Their standard stretigth at 32° being 32,800 Ihs. 
per square inch» 



1 


Temperature 


Diminutioa 




Temperature 


Diminution 




above 32*. 


of Strength. 




above 32". 


of Strength. 


1 


90* 


0-0175 


9 


660' 


0-3425 


2 


180 


0-0640 


10 


769 


0-4398 


8 


270 


0-0926 


11 


812 


0'49U 


4 


860 


0-1513 


12 


880 


0-5581 


5 


456 


0-2046 


13 


989 


0-6691 


e 


460 


0-2133 


14 


1000 


0-6741 


7 


513 


0-244^ 


15 


12u0 


0-8861 


8 


532 


0-2558 
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From the above it is seen that in being heated from the 
freezing point to the boiling point of water, copper loses 5 per 
cent, of its strength ; at 550° it loses about one quarter of its 
strength, and at 1332° loses all its tenacity, becoming a viscid, 
granular, soft, incoherent mass, although it does not actually 
melt until it reaches nearly 2000°. 
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WKOUGHT lEOK 

Wrought iron is the material which, for the last forty years, 
has been by far the most extensively used for boiler making. 
The reason for this is not far to seek, and has been partially 
indicated in discussing the constructive merits of cast iron. 
The great tensile strength of good wrought iron, together with 
its ductility, power of beariug sudden and trying strains, and 
general trustworthy nature, its moderate facilities of working, 
the ease with which it can be welded, riveted, patched or 
mended, its moderate first cast compared with that of copper, 
are all important advantages which contribute to its value and 
the deservedly high esteem in which it is held for the , con- 
struction of vessels exposed to the ever varying and trying 
strains that steam boilers have necessarily to bear. 

As it is maiuly in the form of plates that this material enters 
largely into the construction of the prevailing types of boilers, 
we will at present confine ourselves to it in this form, leaving 
the not less important consideration of its strength and behayiour 
as bar iron when used for stays and angle irons to be subse* 
quently dealt with. 

Wrought-iron plates, it is well known, are manufactured of 
difierent qualities, ranging from the badly refined, coarse, brittle 
and uncertain material sometimes sold as ship plate, through 
various medium qualities to the valuable " Best Yorkshire " 
plates, so justly prized above all others for boiler making. 

In consequence of competition and lowering of prices we 
often find boilers made of inferior material that scarcely deserves 
the name of wrought iron, the result being annoyance, pecu- 
niary loss in the long run, and frequently fatal disaster. It 
would, indeed, be well if it were unnecessary to say that plates 
of ship quality should never enter into the construction of 
boilers, on account of the litik to life and property that always 
attends their use. 

For a long time the " Best Best " and " Treble Best '' SUf- 
fordshire plates have deservedly been in great request for boiler 
making. Formerly, when the production of these plates was 
confined to the locidity whence they derive their name, and to the 
surrounding district, they could be generally trusted as being of 
good ductile iron, and well adapted for all the processes in 
boiler making. Although Staffordshire plates of excellent and 
reliable quality are still abundantly manufactured, tho^ of so- 
ea]Jed **Stsif[drdeMre quality " cannot at the present time be 
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SO generally relied upon, and care should be exercised in their 
selection. They are made ia different parts of the country, 
their properties depending in great measure upon the nature 
of the ores and fuel found in the districts where they are pro- 
duced. 

Experience has shown that the plates from mills where only 
superior qualities are made, are more trustworthy than those 
turned out by the mills where all classes of plates are made, 
from the so-^led ** Low Moor quality " down to the yeriest 
ship plates. Instances of apparent caprice are not uncommon 
where the inferior brands prove to be equal to, and even 
better than, what are sold as the superior brands from the same 
works. 

When great pressures and a small factor of safety are em- 
ployed^ or when the plates are exposed to very trying condi- 
tions, we cannot be too careful in the selection, and it is really 
a matter for congratulation that trustworthy plates are still to 
be obtained, and that makers are to be found who have been 
able to hold aloof from the reduction of prices, and at the same 
time reduction of quality, so general of late years. The most 
promiuent among these are the so-called '' Best Yorkshire " 
houses,* who only turn out one class of iron, and that the very 
best (if we except some of the Swedish and Russian brands). 
Their plates are as trustworthy in their character as can well 
be, and so highly are they esteemed that their employment is 
generally understood to absolve the boiler-maker from blame, in 
the event of failure from defect of material. 

These plates are not more commonly used solely on account 
of their high price ; and there is good reason to believe 
they will be able to hold their own in price Until steel plates 
of an equally reliable and certain quality can be largely pro- 
duced. 

The use of the same brand by different makers, but for 
different qualities of plate, and the diversity in the names of the 
brands employed by numerous manufacturers throughout the 
country, are misleading and have been productive of much 
misunderstanding and annoyance. The '^ Crown " plates of 
ona house may be of fair boiler-quality, whilst the same brand 

* The best Torksbire houses are : — The Low Moor Iron Works, near 
Bradford; Taylor, Brothers & Co., Leeds; Bowling Iron Co., near Brad- 
ford ; Famley Iron Co., near Leeds; S. T. Cooper & Co., Leeds ; and 
The Monk Bridge Iron Co., Leeds. The ether firms "who in»k^ <^^ 
*'Best Yorksblrd '* iron do not roll plates. 
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of another house are only of ship quality, and not intenderl by 
the manufacturers for boiler- making at all, yet are unwittingly 
purchased by boiler-makers who have been in the habit of usiug 
" Crown '* plates. The ** Best Scrap " plates of one maker will 
be found to be of second quality, and only equal to the ** Best 
Best " plates of another house, whose '* Best Scrap " are equal to 
the ''Bent Best Best'' of a third house. Some makers' 
** Best Best " plates are equal to the " Treble Best " of another 
house in the same district. As a rule, the price that any 
given brand commands in the market is the only criterion of 
its quality ; and even this guide is not infallible, and is apt to 
mislead in a fluctuating market. It would be a great boon to 
boiler-makers and others who have to do with plates if some 
uniform system of branding them according to their quality 
could be Hgreed upon by those makers who roll three or four 
different qualities ; and if each plate were stamped on both 
sides with its brand, date, and the maker's name. A few makers, 
in imitation of the *' Best Yorkshire " houses, in branding their 
highest quality plates, do not denote the quality, but dimply use 
a name or device, and rely upon the reputation of their plates 
for a sale. 

The first quality to be sought for in a boiler plate is strength. 
This does not necessarily imply the mere power to resist being 
torn asunder by a dead weight, as in a testing machine, but the 
quality to withstand, without injury, the many and varying 
shocks and strains it is exposed to in the boiler yard and in 
actual work. 

Many inferior plates exhibit as great a cohesive strength as 
those of better quality, their inferiority consisting in their 
brittleness or shortness, want of " body " or soundness, im- 
perfect mcmufacture, and uncertain character or quality. Tough- 
ness and ductility combined with great tenacity, and also 
closeness a&d uniformity of texture and constancy of quality, 
are the properties and character to be sought for, and which 
are only to be found in the best brands. 

The strength and quality of a plate are taxed in many ways. 
In the hands of the boiler maker and smith it may have to 
undergo the various processes of repeated heating and cooling, 
hammering hot and cold, bending, twisting, flanging, welding, 
and punching. Inferior qualities of plate cannot always be 
relied upon to bear the ordeal of repeated heating and cooling, 
as they often warp and twist, or waste away in a curious 
'"91) abow defects of manufacture, and 'i^to^tq unworkable^ 
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Some plates of otherwise fair quality will not bear hammerins^ 
when red hot, a defect usually ascribed to the chemical pro- 
perties of the iron. In the process of cold bending in the rolls, 
especially to a small radios, minute fractures sometimes occur 
on the outer surface of the plates of stubborn but fair quality. 
These are most frequently seen when the plates wee bent across 
the grain, and doubts sometimes arise as to the depth the 
fractures penetrate into the body of the iron. Cracks in the 
scale adhering to the plates are sometimes erroneously taken for 
the fractures h^-e referred to. 

The manner in which a plate will bear flanging outwardly, 
whereby the fibres are either stretched or separated, as the plate 
is flanged across or along the grain, is generally considered the 
best test of its soundness and quality. It is certain that none 
of the inferior brands will stand this test with any degree of 
certidnty. Those of somewhat better quality that bear flanging 
inwardly may, with care and skill, be made to stand outward 
flanging ; but they cannot be depended upon. Plates of 
moderate quality may also be successfully welded if skilfully 
treated ; yet, to ensure success, only very good or first-rate 
brands should be chosen where flanging, dishing, or welding 
is required. The eflect of punching on plates of diflerent 
qualities will be discussed in the chapter on riveted work. 

The defect most commonly revealed in working boiler plates 
is lamination, from which plates even of the very best brands 
are not always free. This defect arises from the imperfect 
welding of the several layers which make up the thickness of 
the plate, and is usually caused by interposed sand or cinder 
which has not been expelled in the hammering and rolling dur- 
ing the process of manufacture. It is more frequent in thick 
than in thin plates, and is sometimes very difficult to detect in 
the new cold plate, although often discernible in the hot slab. 
It often happens that plates, which are passed as quite sound 
on careful external examination, are found to be severely lami- 
nated when subjected to heating and hammering, and prove 
totally unflt for working. 

Blisters are of a similar nature, and arise from the same cause 
as lamination. Sometimes they appear as mere surface defects, 
and are of no consequence ; but their appearance may be an 
indication of the want of care or skill in the making of the 
plate, and is sure to excite suspicion. At other times the blister 
runs from, the surface far into the body of the plate^ and its 
area may be mesaured by feet. It frequently 'Vi&'gi^QiA ^iX^»^ 
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these defecU pass undetected througli the close&t Bcrutiiiy 
and test by hammering, but disclose themselves soon after the 
boiler is set to work, especially if the plate \)e exposed to sadden 
variations of temperature. When a blister does not run out to 
the surface or edge, it will possibly never be detected, unless it 
is subject to alternate heating and cooling, as in a furnace-plate, 
where the gveat heat on one side, compared with that on the 
other, will sooner or later take efect ; and even here iX may 
be years before it bursts open. In the plates over the fire-grate 
of an exterually-fired boiler, such a blister may prove a very 
serious defect, calling for the immediate replacement of the 
plate, cutting out and patching in such a case being but a 
penny-wise proceeding. 

After quitting the boiler-maker's hands, the test of every-day 
work will render manifest a wide difference in the behaviour of 
plates of various qualities. Inferior brands of brittle and badly 
refined iron will rapidly show unmistakable jsigns of weakness, 
if placed under the trying ordeal of bearing the alternate im- 
pingement of a fierce flame and currents of «old air. The 
rapid variations of temperature caused by the sudden and 
frequent openings of the furnace door and leakage of cold air 
at the Are bars and bridge will tell, aooner or later, on any kiud 
of iron, but much more quickly on brittle than tough qualities. 

On the delivery of a batch of boiler-plates from the maker's, 
ihd name and brand of quality on each plate should be ascer- 
tained, and oare should be subsequently taken to keep the brand 
on the outside of the sheU, or on the fire side of the furnace- 
tube, in a position where it can be afterwards readily discovered. 
Each plate should be gauged, or, still better, weighed, in order 
to ascertain the exact thickness, the comparison of which with 
the extent of departure from specification allowed to the maker 
will determine whether the plates are to be accepted or rejected. 
Each plate should then be examined on its sides and edges for 
surface defects, such as flaws, blisters, lamination, or marks and 
indentations caused by want of care -in the rolling, the discovery 
of which may justify the rejection of the plate. In order to 
test its internal soundness, it should be marked oS with a 
chalked line into squares of four or six inches, and conveniently 
suspended or supported on edge, to be tapped all over with a 
light hammer. Where solid the blows cause a sharp ringing 
sound ; l)ut a dull heavy sound indicates the presence of lami- 
nation or other defects. Both sides of the plate should be thus 
tested. Should auj -doubt arise as to the soundness by this 
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acoustic test, the plate should be prepared for fnr.hor testing by 
supporting it horizontally ou two edges<, or still better, at its 
four comers, and strewing the upper surface with fine sand. 
The doubtful portions being then lightly tapped on the under 
side, the sand will be thrown off by the vibration, if the plate 
be sound ; but if laminated the sand will remain stationary. 
Tet all ordinary methods of testing may fail to detect hidden 
internal defects, which may reveal themselves as soon as the 
plate is operated upon at the forge, or possibly not until the 
plate has been some time in use in the boiler. What is wanted 
is some magnetic or similar test, such as that proposed by 
Captain Saxeby, which, however, must be reliable and capable 
of easy application. 

In cutting the plate from the slab some specifications require 
that a distance of from 2 " io 4" shall be left from the nearest 
defect or cracks at the edge. The plates are also sometimes 
ordered sufiiciently large to admit of a test-strip being cut ofi^, 
in order to ascertain the quality and tenacity by breaking. 

All plates of the very best quality having a longitudinal 
ieuacity of 24 tons per square inch of section, and an ultimate 
elongation of about 12 per cent., and not exceeding one inch 
in thickness, should bend double along or across the fibre when 
red hot. 

*^ Best Best " plates one inch thick and under, having a 
longitudinal tenacity of 21 tons, and an ultimate elongation of 
about 7 per cent., should admit of being bent hot, without 
fracture, lengthways to 130% and crossways to 100^. 

For the cold forge test plates of the very best quality, -^^ 
inch thick and under, should bend double without fracture. 

Oood boiler plates should bend cold, without fractuve, to the 
following angles : — 
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The ladcus of the comer over which the plates are bent 
should not exceed half an inch. The angle to which the 
plates can he hen t without fracture will depeiid. ^e»i\X^ w^xl^<6 
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skill of the smith who heats and operates upon them. A plate 
that will bear the test with a number of sharp light blows, will 
often fail when a heavy hammer is used. By striking the 
plate along its surface it can be successfully bent to a much 
greater angle than when the blows are dealt perpendicularly to 
the surface. The plate wiU also stand the bending much better 
, if it is performed uniformly along its whole width. 

Bivets and bars for boiler work are seldom tested for their 
tensile strength, but their quality ia usually ascertained by forge 
tests. A good rivet, cold, will bend double without fracture. 
The head of a good rivet should flatten out, by hammering 
when hot, to about ^ inch thick, without fracture or fra3nng 
at the edge. A hot rivet-shank or bar of iron, when flattened 
down to a thickness equal to about one-half its diameter, should 
bear a punch driven through it without fracture at the hole. 

There has been no lack of experiments to ascertain the tensile 
strength of wrought-iron plates of different qualities, and of 
ordinary thickness. Many of these are, however, not accom- 
panied with sufficient information to make them of much value. 
The result!) of Mr. Kirkaldy's experiments on plates and bai*3 
are in many respects the most reliable and valuable yet recorded. 
These verify the commonly received opinion that good boiler 
plates may be considered as having an average tensile strength 
per square inch of section of 21 tons along the fibre, the strength 
being generally about ten per cent, less across the fibre. The 
strength of Best Yorkshire plates may be taken at 24 tons 
along the fibre, and 22 tons across. 

Tke strength of round and square bars is superior to that of 
plates of equal quality, the superiority being most marked in 
iron of inferior brands. This circumstance is usually ascribed 
to the increased amount of rolling the bars undergo. Taking 
Mr. Kirkaldy's experiments as our guide, we find that ordinary 
bars, so far as their tensile strength is concerned, are more on 
an equality with ** Best Yorkshire "-bars than was found to be 
the case with plates. The average strength of bars may be 
taken at 25 tons per square inch of section. It must not, 
however, be inferred from this that there is no superiority in 
•* Best Yorkshire " and very best Staffordshire bars over those 
of ordinary make. The former are more reliable and uniform 
in quality, and exhibit a superior ductility when compared with 
those of inferior quality, and stand smithing very much better. 

By way of explanation it may be here observed that when a 
plate ia broken bo that the line of fracture runft parallel with the 
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fibre, it may reasonably be said to be broken along or in the 
direction of the fibre ; and when the fracture is perpendicular 
to thip, across the fibre. This L«, however, not the sense in 
which the terms along and across the fibre are usually employed. 
When we speak of a plate being broken in the direction of the 
fibre, we refer to the direction in which the strain is applied to 
prodnce fracture ; and similarly when speaking of a breakage 
across the fibre. There is then eyidently a discordance between 
our modes of expressing the directions of bursting fractures and 
tearing fractures relatively to the strains which produce 
them. 

On breaking a plate or bar of wrought-iron, the fracture 
presents an appearance by which the quality of the iron may in 
some measure be determined. The fracture is designated on 
the one hand as fibrous, tough, fine, silky, close-grained, red- 
short, or on the o&her hand as crystalline, coarse, open-grained, 
brittle, cold short. Notwithstanding all that has been written 
concerning the quality and treatment of iron, anl their influence 
on the appearance of the fracture, first pointed out, I believe, 
by Dr. Percy, and so ably shown by Mr. Kirkaldy, there etill 
exists a great deal of misapprehension on the subject. A wide- 
spread notion prevails that all good wrought-iron should present 
a fibrous appearance ; by this beiug meant, that when broken, 
XK» matter how, the fibres should appear drawn out. Now, the 
manner in which the breakage is efifected is all important in 
influencing the appearance of the fracture. The best plates or 
bars rolled, as well as the worst admissible for boiler makiug, if 
broken short off or snapped in two, will display a short crys- 
talline fracture, quite even and straight ; but whether it be fine 
or coarse will depend entirely upon the quality of the iron. On 
the other hand, if the iron be gradually torn asunder, it will 
show fibre, the fracture being more or less rugged or irregular, 
and possibly at the same time mixed up with the fibres a small 
amount of crystalline fiacture, the fineness or coarseness of the 
whole being an indication of the quality. 

When broken suddenly the best qualities of plate and bar 
exhibit a fine close-grained uniformly crystalline fracture, even 
sUky, of a light, silvery colour, the appearance in the harder 
descriptions approaching to that of steeL The appearance 
of indifferently refined and inferior qualities is coarser, usually 
of a darker colour, more or less uneven or open, exhibiting 
large facets, and approaching some descriptions of csst \\^\\« 
Whea broken gruduaUjr good iron pre&euta a \7«\i dx^w^wn qx^ 
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close fibre, of light greyish hue, whilst inferior qualities give a 
shorter, more o|>en, and darker fibre. 

A bar or strip of plate can be broken suddenly by a sharp 
blow, when nicked with a chisel all roiind or on both sides, 
the nicks being made exactly opposite each other. By making 
a slight nick only on one side, and gradually bending the iron 
awav from it, the strip will have time for the exercise of its 
ductility, and display abundant fibre. 

It may be here remarked that metal is to be fouud enjoying 
the name of wrought iron which will test the ingenuity of any 
one to break it gradually so as to display fibre ; it should be 
needless to add that such rubbish must never be used for boiler 
making. 

** In the case of the fibrous fracture, the threads are drawn 
out and are viewed externally : in the case of the crystalline 
fracture^ the threads in dusters are snapped across, and are 
viewed internally or sectioually " (Kirkaldy). 

When old broken boiler-plates exhibit fibre at one side, and 
a crystalline appearance at the other, it is sometimes said that 
one side has deteriorated noore than the other ; but the fact 
probably is, that in the act of breaking one side has parted 
gradually, probably by the cross action of the strain, and as the 
section became diminished the other side has parted suddenly. 

When good ductile iron is gradually torn asunder it draws out 
or stretches to a considerable extent, causing a diminution of 
sectional area at the fractured part, which should always be 
compared with the original sectional area of the specimen in 
judging of the quality. An inferior bar or plate may bear 
as great a tensile strain as a similar specimen of superior 
quality, say 23 tons per square inch of original area, but 
on compaiing their fractured areas it will generally appear 
that the latter has been dra^vni out considerably, and actually 
sustained 30 tons or more per square inch of fractured 
area, whilst the inferior specimen, having stretched but little, 
has not sensibly diminished at the fracture. It is owing to this 
fact that good ductile iron is fio much more trustworthy than 
badly refined or cold-short iron where sudden strains occur. 
The one will stretch where the other will snap. 

It is often affirmed that wrought iron changes from fibrous 
to crystalline after enduring long-continued cold-hammering, 
vibration, tension, jarring, and other strains, or after long ex- 
posure to the influence of heat, or alternate expansion and 
contraction when <ased for the platea of a boikr-furnace. Even 
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bhe very best plates, after from ten to twenty years' use in a boiler, 
have frequently been found to break without stretching, at the 
same time displaying a crystalline fracture. It has been said 
that this indicates a change having taken place in the nature 
of the material, and that from being fibrous and tough it has, 
through some unexplained cause, become crystallised and 
brittle, or that it has lost its nature in consequence of the 
treatment it has undergone, whatever that may have been. Kow 
there is no doubt that the strains and other causes mentioned 
have a tendency to make good iron become brittle and liable to 
snap suddenly under the same treatment that would originally 
have torn it gradually, and in so far a change is produced in its 
ratnre. This snapping, and not the fatigue of the metal, is, 
however, the direct cause of the crystalline fracture, which is 
but a necessary consequence of the suddenness of the breaking, 
and not a property of the iron itself. To say it snaps readily 
because it has become crystalline is to confound the cause with 
the effect. It is erroneous to say the fibrous nature has passed 
out of the iron, for its ductility can, to some extent at least, be 
restored in most cases by simply heating to a bright red, and 
slowly cooling the iron, or failing that, by hammering or rolling 
it while hot« 

By heating to redness and suddenly cooling a piece of wrought 
iron, it will become liable to snap, producing the same effect as 
cold-hammering. The explanation of this is not obvious. It 
may in both cases be owing to the loosening of the crystals 
into which the composition of the material ultimately resolves 
itself. To this cause may also be attributed the same tendency 
to snap after long-continued jarring, or, alternate expansion 
and contraction. 

The restoration of the toughness by the application of heat 
in such cases, and still more by the application of pressure, 
may be due to the consequent restoration of the crystals to 
their original positions. 

It may be maintained that all boiler-plate worthy of the 
name is fibrous ; whether its hardness makes it liable to snap, 
and therefore appear crystalline, depends on its original oharactw 
and the treatment it has undergone. No fine iron can, how- 
ever, by any treatment, except burning, be made to appear 
coarse, and the fibres of the poorer descriptions cannot, with- 
out re-working, be made to appear fine and close grained. 

It is from a want of knowledge of the above facts that false 
opinions are ao often expressed respecting t\kd Q^3La2i^<^ ^ 
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plates. The following instance is perhaps not too well known to 
bear repetition. A scientitic witness at an inquiry into the 
cause of a boiler explosion, after expressing himself competent 
to distinguish between bad and good iron, was handed three 
broken specimens to examine and pass an opinion upon. 
These he severally pronotmced as good, bad, and indifferent. 
They were all cut from the same strip of plate, and artfully 
broken to present different looking fractures, by which the 
witness was deceived. 

It is not unusual to find eminent engineers at inquests and 
inquiries delivering judgement on the quality of iron without 
anything to base their opinion on except the load per square 
inch Required to tear the material asunder. 

As it has just been attempted to show, this can give no true 
indication of the quality of a plate. The precise character of the 
fracture, contraction at broken area compared with original sec- 
tion, together with the shape and temperature of the test-piece, 
direction of strain, and manner in which the breaking-load is 
applied, as well as the amount of the load, musit all be con- 
sidered. 

If the plate whose quality is in question has been taken 
from an old boiler the age should be known and the position in 
the boi]er, along with any other circumstances tending to 
throw light on the nature and amount of the strains to which it 
has been exposed, and which may influence the manner of 
breaking. 

As shown by Mr. Kirkaldy, good ductile iron can be made 
to appear crystalline when pulled asunder in the testing- 
machine simply by confining the minimum sectional area where 
fracture will occur to one point, or to a very short length, 
as by turning a narrow groove in a round bar. By so re- 
ducing the section the shape is rendered unfavourable for 
drawing out, and the specimen is more liable to snap than 
when the minimum sectional area is uniform for at least five 
or six inches. 

In all cases where the elongation and reduction of the 
fractured area are lessened by cold rolling, hammering, altering 
the shape of test- piece, or by applying the strain suddenly, the 
breaking load of the material will be increased in proportion 
to the increased area of fracture. 

For much of our knowledge of the variation of strength in 
boiler plates and bars at different temperatures we are indebted 
^ the experiments of Sir W. Fairbairn. The annexed 
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tables give the results of these, from which it mi^ be seen that 
from 0° to 400^ Fahr. the tenacity of platen is pntctically 
nniform. The difference between the strength of wrotight 
iron and copper at ordinary working temperatures is very striking. 



remperafcire ^^J^-.^^^jl^^J^ Drawn astmd^r 



PLATES. 



Fahr, 



0' 
60 
114 
212 
270 
340 
395 
dull red 



the direction of 
the fibre. 



Breaking weight 
per sq. in. in tons. 

21-879 
22-414 
18-462 
19-963 
19-661 
22-307 
20-574 



RIVET IRON. 



acrobs the fibre. 



Breaking weight 
per sq. in. in toas. 



18-689 
19-714 
20-392 



18-789 
15-299 



Teinp<*rature 
Fahr. 



30* 

60 

114 

212 

250—270 

310-325 

415—435 

red heat 



Breakinor 

weight per 

8q.in.intout 

28-26 
28-05 
31-61 
35-39 
36-89 
37-62 
37-47 
15-6-2 



The Staffordshire plates employed in these tests do not 
appear to have been of good quality. The maximum strength 
of rivet iron — 39 tons — appeared to be attained at a tempera- 
ture of 320°. This is above the temperature at which the 
mean strength of the plates — 20^ tons — was attained ; little or 
no change is observable in the strength of the plates, whilst that 
of the bars is increased nearly one-half. 



STEEL. 

Steel is popularly described as iron holding a mid-position 
between cast and wrought iron with respect to the amount of 
carbon it contains, cast iron having from G to 2 per cent, of 
carbon, steel from 2 to -I- per cent., whilst wrought iron has a 
percentage varying from -| to ^. 

It is beside the purpose of this work to inquire closely into 
the accuracy of the above description, but it is beyond question 
that the elimination from ordinary cast iron of other ingredients 
besides the surplus amount of carbon is essential for the pro- 
duction of good steeL 

To the intimate chemical union of this medium amount of 
carbon are usually ascribed the remarkable characteristics b-^ 
which the higher cluasea of steel are distiug\iiBh.ed. \h\aX^'4«x 
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iuflueaoe tke presence of other ingredients may have upon its 
quality, it has been satisfactorily shown that the tensile strength 
of t^teel is intimately connected with its degree of hardness, and 
both these properties are proportioned to the amount of carbon 
in chemical combination. Up to a certain point, which varies 
with the quality of the material, the tenacity of steel may be 
said to increase with its proportion of carbon. With Bessemer 
steel the greatest strength, about 70 tons per square inch, is 
reached when ihe carbon contained is about 1^ per cent., the 
elongation being then about 2^ per cent. Beyond this degree 
of carbonisation the steel becomes gradually weaker. When 
the contained carbon is about ^ per cent., the breaking weight 
is only about 30 tons per square inch, with an elongation of 
16 pettsent. With less than f per cent. Bessemer steel will 
not temper, with more than | per cent, it will not weld, and the 
presence of more than 2 per cent, is said to render it useless 
for forging. These amounts, however, vary with the quality 
of the material, which is influenced by various causes. 

Besides the chemical distinction just mentioned, it ia difficult 
to name, without risk of contradiction, a single property 
common to all the various classes of metal that come u &der the 
denomination steel, by which they may be distinguishdd from 
wrought ii'on unless it be superior tensile and compressive 
strength combined with greater resilience and a higher limit of 
elasticity, and even in theee respects the difference in some 
exceptional cases is not very marked. 

The higher classes of steel, which will harden and temper, 
ami even weld in some eases, not being adapted for constructive 
purpoBos do not call for special comment, and we shall restrict 
ourselves to the discussion of the properties belonging to the 
milder qualities, which alone are fit for boiler making. 

It was probably the high degree of tenacity and ductility 
exhibited by tool and spring steel that first drew attention to 
the advantages offered by this material for constructive pur- 
poses. Its high price, however, long stood in the way of its 
being largely adopted, and this obstacle was only removed by 
the introduction of new methods of manufacture, which can as 
yet be termed improvements only with respect to their com- 
mercial success, and not as affecting the quality of the material 

According to the mode of manufacture, the material is 

designated crucible cast steel, Bessemer steel, and puddled steel 

Homogeneous metal is a kind of mild cast steel The bars 

and plates of thh «nd the two Erst mentioned descriptions are 
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made from a single ingot ; but in puddled steel they are com- 
posed of many small pieces piled and welded together like 
puddled-iron, and are consequently liable to the same defects. 

In comparing the properties of steel and iron plates there can 
be no dispute that the nature of the processes employed in the 
production of cast-steel is immensely superior to that employed 
in the manufacture of wrought iron for ensuring a uniform 
texture in the material. Cast-steel plates made from a fluid 
mass run into a single ingot, and well worked under the hammer, 
are likely to be perfectly homogeneous and free from the im- 
perfect welds and internal defects caused by the presence of 
cinder and slag, found even in the best puddled-iron, which 
being built up of numerous small pieces, all more or less pro- 
perly welded together, is entirely dependent upon the skill and 
care exercised in its production, for its homogeneity and freedom 
from lamination, blisters and other defects, internal and super- 
ficial. It must, however, be admitted that the homogeneity of 
a bar or plate of cast steel is frequently far less perfect than we 
might expect, and with the best mild steel, although we may 
generally jely upon uniformity of character in any single plate, 
the same uniformity of quality and character running through 
a considerable number of plates cannot be generally obtained. 

Notwithstanding its superiority in tensile strength and other 
properties, steel is as yet in comparatively small request for 
boiler-making. The feeling that still prevails against its em- 
ployment cannot be attributed to the existence of any inherent 
defect in the nature of the material, revealed by the trying ordeal 
of actual work in a boiler, as is known to be the case with cast 
iron. No doubt many absurd objections are still heard against 
the employment of steel plates, such, for instance, as that it 
expands and contracts to such a degree on the application and 
withdrawal of heat as to render it unfit for boiler furnaces ; 
that on heating it warps and twists so much that it cannot be 
used where the plates require to be worked hot, or that it is 
liable to fracture at any moment without warning and without 
any known cause. 

That there is still a certain amount of treachery in steel 
plates when subject to blows and sudden strains cannot be 
denied j but when closely inquired into the prejudice against 
it appears to have grown out of the distrust caused by the occa- 
sional failure of the hard steel plates employed at the time of 
the introduction of this material for boiIeT-mak\T\^ wcvvV ^y^- 
buildin^^ when its properties were not bo weW \\ivdet&\.oo^ «a ^ 
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present. The desire to take advantage of their high tensile 
strength led to the employment of plates of so hard a quality as 
we now know could not be otherwise than brittle and untrust- 
worthy. It has been found by experience with different quali- 
ties that in steel plates toughness is incompatible with great 
tensile strength, and these two qualities may be considered as 
being in the inverse ratio to each other. If we insist upon 
having a tensile strength of 40 tons and upwards, we . must 
be prepared to find a steel hard and brittle, and therefore 
not adapted for boiler-making. In order to ensure freedom 
from brittlenesa, from 33 to 36 tons per square inch appears to 
be the maximum tensile strength that can be allowed. Steel 
plates of this strength can be made sufficiently tough and 
ductile to render them safe and also tolerably easily worked. 
This latter is a most important condition, on which depends in 
no small degree the commercial success of the material for 
boiler-making. * 

There can be little doubt that the use of ste^l for boiler 
plates has been retarded by the want of knowledge of its 
properties and the consequent difficulty sometimes mi^t with in 
working it. The result of this is a disposition on the part of 
the great majority of boiler-makers to avoid using it as much 
as possible. 

Good steel plates, even of the mildest quality, are affected by 
fire in quite a different manner from iron plates. This exer- 
cises an important influence on their behaviour when submitted 
to the operation of flanging and bending at a high temperature. 
In flanging wrought iron it is necessary to heat only a short 
length of the plate at a time, but with steel it is advisable to 
heat a much larger portion of the plate than can be worked by 
the ordinary slow process of flanging at each heating, in order 
to prevent injury. Indeed, it is much better to complete the 
flanging at one or at most two heatings, operating gradually 
to the same degree on the whole extent of the part to be 
flanged. This can, of course, in the majority of cases be done 
only by special machinery, which is now being more extensively 
introduced into boiler- works for the purpose. After such an 
operation is completed, the steel plate cannot be trusted to 
stand rough usage at the part that has been highly heated. It 
is, therefore, advisable to anneal it in order to restore its tough- 
ness. The process of annealing consists in slowly heating the 
plate to a dull red heat, and allowing it to cool again slowly 
Mtd uniformly. Immersion in fine a&h<&« oi «s.xid i& sometimes 
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adopted for this purpose, but care must be taken that the plate 
be not so highly heated when the immersion takes place, as to 
induce a chemical change in its properties when in contact with 
the non-conducting substance. The appearance of the pLite 
is sometimes impaired by annealing, and when required to be 
extensively applied the process of annealing becomes an ezpen- 
nve one. 

In working a steel plate cold, care should be taken that there 
are no flaws or cracks, as, except in the very mildest qualities, 
they are liable to cause fracture. When bent cold, or subject 
to severe straining or jarring, even a ragged edge has a tendency 
to make the plate snap or break suddenly. This phenomenon 
is also common to the harder and more brittle descriptions of 
wrought iron, but in a less degree. For this reason, in working 
cold or bending cast steel plates, especially if at all hard or 
nnannealed, all sharp edges and rags left by punching, shearing, 
or chipping should be carefully removed. 

As an instance of the special treatment required by steel, it 
may be mentioned that in hammering down a screwed stay-bolt- 
end of steel, with the thread left on, there is a risk of producing 
foliation, which renders the head liable to snap off. To guard 
against this, it is advisable to turn the thread off the end of the 
stay-bolt, which enables it to be riveted over successfully. 

Respecting the effect of punching on steel plates, we have no 
lack of experiments to show how plates of different qualities are 
affected by this process. It may be here remarked that it is 
mostly to the researches of shipbuilders that boiler-makers are in- 
debted for exact experimental knowledge of the properties of steel 
plates. One of the principal results obtained, both from experi- 
ments and experience of the material in actual riveted work, is 
that steel plates of average suitable quality are more injured 
than wrought-iron plates by punching. Roughly speaking, the 
injury is in proportion to their hardness. For this reason most 
makers of steel boilers have abandoned punching in favour of 
drilling, and with satisfactory results. 

Hie increased expense of drilling plates for shipbuilding led 
to attempts to discover some means of obviating the injurious 
effects of the punch, and annealing was found to restore the 
toughness of the pimched cast-steel plate, if not entirely at least 
to some extent. 

Some tests were conducted by Mr. Sharp, of Bolton, on the 
comparative strength of drilled and punched holes^ v(\i«Yi Wi^ 
result was found to be for an average of three tt\aX% 4^ ^^t ^^.^ylXk 
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in favour of drilling. The plates were Bessemer steel i*^g-" thick, 
three being drilled, and three punched with |" holes at 1^" 
centres. The average breaking strengths were respectively 
36 '25 tons and 24 33 tons per square inch. 

In some experiments on the strength of punched steel plates, 
conducted by Mr. Bamaby, at Chatham, the average ultimate 
strength of 8 imannealed i" plates was found to be but 21 tons 
per square inch, whereas 8 similar plates, after annealing, had 
an average strength of 32f tons, being an increase of about 
55 per cent, or 1 1} tons per square inch. To ensure uniformity 
of quality in the test pieces, eight ^'^ plates were punched wiih 
four 1'^ holes, and then cut in two, making two strips from each 
plate for testing, only one of which was annealed. 

The annealed strips showed a much greater uniformity of 
resistance than the others, the ranges of strength being re- 
spectively 5^ tons and 9 j tons. The former also bore the usual 
tests of cold bending much better than the latter. 

The clearance of the die has also been found to influence the 
strength of the plate after punching. 

Mr. Sharp found, as the result of four experiments with 
^^ holes punched in a i" unannealed plate, that when the 
clearance was -^g", tantamount to a considerable countersink, 
the plate was 25 per cent, stronger than when the die was only 
•j^" larger than the punch. 

Some further experiments recorded by Mr. E. J. Beid, for 
ascertaining to what extent this effect could be relied upon, 
were made with i" Bessemer steel plates punched with -I" holes. 
Four of the test pieces had yV^ '^^ ^^^^ ^^ -iw" ^^1^^ in ^o 
holes. The gain of strength was about 10 per cent, in favour 
of the increased taper. Mr. Beid remarks that much of the 
injury done to Bessemer steel is due to the strain at the under 
side of the hole. Indications of this in minute cracks may be 
detected on close examination. A little increase in clearance 
removes these, and gives the good result above indicated. 

The same authority gives an account of some experiments 
with ^^ puddled steel plates, 2*7 inches broad, having an 
average tensile strength of 31^ tons per square inch length- 
wise, and 27i tons across the fibre. The average strength both 
ways was about four tons per square inch of nett section less 
for punched than for drilled holes, which were i" diameter — 
equivalent to a removal of nearly i the section of the strips 
tested. 

JFurtber experiments with strips 4^" wide, having two -^^ 
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holes equal to a remoyal of rather more than one quarter the 
sectioiiy showed a loss of 6 tons per square iuch of nett section. 

Some experimeDts were made with eight strips of \" pud- 
dled steel, 4*06 wide, with two |" holes punched at equal 
distances from each other and the edges of the strip. Four 
of these pieces were annealed after punching, and four 
were not. The results showed there was no gain from 
annealing, exhibiting a marked difference from the Bessemer 
steel in this respect. The tensile strength was 34 and 30} 
tons per square inch along and across the fibre. 

Eight tests with $'' crucible cast-steel plates gave an average 
tensile strength of 26*63 tons lengthwise, and 26 '21 tons per 
square inch across the fibre. Similar plates 3^" thick ex- 
hibited a gain in strength from annealing after being punched. 
The loss of tenacity by punching was, lengthwise and cross- 
wise respectively, 7 and 3f per cent. The gaVn of annealed 
over unannealed was 14 per cent, lengthwise and 12 per 
cent, crosswise. 

From the above results it will be seen that Befisemer steel 
in punching sustains a very material amount of "injury, and 
should therefore be either drilled or else annealed after the ope- 
ration, when punched. The puddled steel plates experimented 
upon did not suffer so much from punching, nor was their 
strength so fully restored by annealing. 

In consequence of their lower price, steel boiler plates are 
mostly made of Bessemer steel of the mildest quality, but 
crucible cast steel is also sometimes used. Their tensile 
strength cannot be taken at more than 33 tons and 36 tons 
respectively, or about 57 per cent, and 71 per cent, greater 
than wrought iron, the elongation being from 16 to 25 per 
cent, when the quality is good. A steel boiler-shell may 
therefore be made of plates at least one-third less in thick- 
ness than a similar shell of wrought iron, to ensure equal 
strength. But the reduction in thickness of the internal 
fluesy which are subject to a collapsing pressure, cannot be 
taken in the same proportion. In compressive strength and 
stiffness mild steel is indeed superior to wrought iron (the ratio 
being about the same as for the tenacity) ; but in estimating 
the collapsing pressure of a furnace-tube of ordinary dimensions 
we shall find that, for a given pressure, the thickness cannot 
be reduced more than about one-sixth, if we substitute steel 
for iron, which gives us -^g" instead of -I" platen. 

In favour of the ateel^ however, it may \>^ -cqteAiI^^^ ^Sca^ 
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the wasting caused by the action of the heat in the furnace ia 
less in thin than in thick plates. For this reason, and also on 
account of the hardness of the steel resisting abrasion better, 
steel plates are more durable than iron. 

Besides the weight saved by using steel, — often a most im- 
portant consideration, — ^it may be urged that the thinner plates 
will conduct the heat more rapidly, and give a corresponding 
superior evaporative efficiency. This superiority is not, strictly 
speaking, in proportion to the reduction of thickness, the rela- 
tive conducting powers of steel and iron being about 218 and 
244. In the case of an internal flue-tube the gain and loss 
would be about equaL But, as we shall see in the chapter on 
Heating Surfaces, we cannot reckon upon any gain in evapora- 
tive efficiency by using a slightly thinner and better conducting 
material 

The effects of corrosion on steel boiler plates will be con- 
sidered in its place, along with the wear and tear of boUers. It 
may, however, be here observed that, if the corrosion acts 
equally on both materials, the strength of a thin plate will 
suffer more proportionately than a thicker one. 

Experiments on the strength of steel riveted joints conducted 
and recorded by Mr. Kirkaldy seem to prove that for the size 
of rivet a greater diameter than double the thickness of the 
plate is required for riveting in steel with plates of the thick- 
ness and great tensile strength of those used in the experiments. 
The plates tested were all ^^" thick by 3' broad, having a 
tensile strength of 43^ tons. Some were in their usual soft 
state, and others were hardened in oiL In the former two ■^^'^ 
rivets failed by shearing, and with two r^" rivets the plate was 
torn across in two instances with a loss of 45*6 and 43*5 per 
cent, of tenacity compared with the solid plate. This shows 
a loss of strength in the nett section equal to about 7 *2 per 
cent. In the hardened plates -^^" and ^" rivets were sheared 
through. With a load only 15*9 per cent, less than that borne 
by the entire soft plate, the hardened plate cut through one ^^ 
rivet, whilst the other remained good, the plate corner tearing 
off. These experiments, taken together with Fairbaim's on iron 
plates, show that in a single-riveted joint, with the rivets just 
large enough to fail before the plates, the loss of strength bears 
about the same proportion to the strength of the solid plate 
whether the joint be of iron or steel ; also that hot rivets do 
Dot reduce the strength of the plate, and that the plates hard- 
ejjed ID oil and joined togethex witl^ iivq^a axq fully equal in 
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streugih to UDJoInted soft plates having the same gross sectional 
area. 

The hardening in oil was found not only to harden, but also 
to considerably toughen the steel. Hardening in water reduced 
the strength. In these experiments the breaking weight of the 
rivet steel bar was about 38^ tons per square inch, and the 
mean shearing strength of the rivets in the joint was about 
28^ tons, or 26*2 per cent, less than the tensile strength. 
Respecting the results of these experiments, it may be observed 
that the plates were of harder steel than can be trusted for 
boiler-making, and the gain in strength by hardening in oil was 
probably greater than would be found in using milder steel 
which does not temper. The plates also appear to have been 
considerably stronger than the rivets, which may in some mea- 
sure account for the disproportionately large area it was found 
necessary to allow them. 

Experience has shown that much greater care is required in 
heating steel rivets not to injure them, than is necessary when 
iron rivets are used, and they should be hammered down quickly 
before they have time to cool, and closing up by machine is 
preferable to hand riveting when steel rivets are used. 

The use of any but the mildest steel should be avoided, as 
rivets of high steel sometimes become so hard after closing up 
that it is impossible to remove them when repairs are required. 
This is probably owing to the effect of some chill they receive 
in cooling, as might be caused by the water dropping on them, 
which is sometimes used for keeping the cup cool in machine 
riveting. The heads are readily enough knocked off, but the 
shanks will sometimes resist the hardest drill, necessitating the 
cutting out of the plates. The heads of steel rivets, if not 
carefully worked, are more liable to fall off than those of iron, 
by jars, careless caulking, or rough usage. 

It is owing t9 the above difficulties that the use of steel rivet» 
has been altogether given up by some boiler-makers, who prefer 
using iron rivets with steel plates. The usual pitch and 
diameter of rivets is in these cases generally adhered to. It is, 
however, advisable to reduce the pitch slightly, and to use a 
larger number of smaller rivets, to ensure tightness. In wrought- 
iron double-riveted lap joints and double-fished butt joints, 
with either single or double riveting, the strength of the rivets 
is usually in excess of that of the plates up to ^^ in thickness. 
By using the same size and pitch of rivets with steel ^\a.\«i^^X^^ 
equality in strength ia more nearly attained. 
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Mr. Kirkaldy records two experiments on the strength of 
welded steel bars. The results were very unsatisfactory, one 
bar breaking with a loss of 45 and the other of 59*6 per cent. 
Two other bars parted at the weld during the operation of form- 
ing the heads for testing. As the tensile strength of the un- 
welded steel bar was about 50^ tons, it would not be so 
favourable for welding soundly as one of milder steeL It is 
considered that Bessemer steel having a tenacity of from 35 to 
45 tons both tempers and welds badly. With a less strength 
it will not temper, but can be welded ; and with a greater 
tenacity it will not weld, but tempers welL 

The following tests are those given by Cammell and Co. for 
steel plates : — 

Forge test (hot). — All plates one inch thick and under to 
bend hot without fracture to an angle of 180% both lengthwise 
and across the grain. 

Forge test (cold), — ^All plates will admit of bending cold with- 
out fracture as follows : — 



Bessemer plates : — iensUe strength lengthwise 33 tons per square 

inch. 
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Crudhle cast-steel plates : — ten»Ue strength lengthyme 38 tons per 

square inch. 
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CHAPTER IV. 

RIVETING. 

Until boiler-shells and tubes of large diameter can be 
rolled firom a solid block like tyres, or drawn solid like small 
tubes, the edges of both iron and steel boiler plates require to 
be joined either by welding or riveting. 

But few if any engineers are now to be met with who would 
venture to maintain that the riveted lap-joints of a new boiler 
are stronger than the entire plate ; yet this was the current 
opinion some forty years ago, however incredible it may now 
appear. It was only after numerous direct experiments had 
proved its fallacy that the error was abandoned. By what 
show of reasoning this view was arrived at, it is difficult to con- 
ceive. Perhaps the union of the plates was regarded as perfect ; 
and then the conclusion would naturally follow, that the double 
thickness was stronger than the single. The nip of the rivet 
in cooling may have been accredited with a greater value than 
we are now inclined to assign to it 

Generally speaking, the riveted joints are the weakest portion 
of a new boiler, when there are no large unstrengthened dome 
or man-holes. Since the strength of a structure must be mea- 
sured by its weakest part, — the strength of a chain by its weakest 
link, — the subject of riveting becomes all important. 

Biveted joints are of various descriptions : those we are con- 
cerned with are designated single and double riveted lap-joints, 
single and double riveted butt-joints. The latter are made 
with either a single or double covering-strip, welt, or fish- plate, 
as the piece joining the plates is variously called. Double- 
riveted joints, both lap and butt, may have their rivets arranged 
one row directly behind the other, called chain riveting, or in 
zigzag fashion, which is most common and the best for boiler- 
making. 

The rivets themselves are of various descriptions, or rather 
their heads are made in various forms. There is first, the ordi- 
nary conical or pointed head, which is formed by knocking 
down the point with light hammers. This shape is always 
employed where the space available for "hammexm^ ^qtwxl NXsa 



54 A TREATISE ON STEAM BOILERS. 

poiut is limited, as when effecting repairs with the boiler on it? 
seat. Although to some extent employed in new work, it ie 
not so well liked as formerly, there being nothing to recommend 
it but the facility of making and the shapely appearance it pre- 
sents when well formed. The thinness of the collar renders it 
more vulnerable than the snap head when attacked by corro- 
sion. The height of the conical head varies in different works, 
but it should be made about equal to i the diameter of rivet. 
It is, however, commonly made too flat, which, besides having 
the defect of offering little material to withstand corrosion, 
frequently causes the head to be very brittle and easily de- 
tached by a single blow from a hand hammer. This brittleness 
is probably caused by the sudden cooling of the small quantity 
of iron for the point when inserted in the hole and flattened 
out, together with the amount of cold hammering the iron re- 
ceives in finishing. 

The snap or cap head is the best, and is formed by roughly 
hammering down the point ; the form of the head being com- 
pleted by holding a cup-shaped die on it, which is struck with 
a heavy hammer. The height of the snaphead should be about 
-f the diameter of rivet, but it varies considerably, being from 
I to i the diameter. The diameter of the head also varies con- 
siderably ; the nsual custom is to make the shoulder from 
W" to "^g^" for rivets from |" to i" diameter. 

Most makers avoid making the bottom of the head cylindrical 
or parallel, but bring it to a sharp edge to facilitate caulking. 
This shape is the best for machine riveting, where the edge of 
the head cannot be finished off as in cupping by hand, but 
usually requires to be subsequently dressed and caulked. 

The countersunk head is formed by hammering down the 
point into the conical hole prepared for it ; it is then usually 
dressed off with a chisel and hammer. Although extensively 
used in ship-building, its employment in boHer-making is 
almost limited to cases where even surfaces are required for 
mountings, &c. 

Countersinking should always be avoided in riveting angle- 
irons, saddle-plates, or brackets, employed for securing stays, 
or wherever the force acts in the direction of the length of the 
rivet. Not only is the countersinking liable to leak under such 
circumstances, but the head has a very insecure hold of the 
plate, and is liable to be drawn through the hole by a much 
less pressure than is required to tear the rivet asunder. 

Hbe aJlowauoo made in the length of the rivet for forming 
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the head should be about 1^ times the diameter for snap and 
conical heads, and about equal to the diameter for countersunk 
beads. In machine riveting the length requires to be i" to i" 
more than the above. 

The tails of the rivets are generall^r made pan or flat shaped, 
except in machine riveting, where the cup or similar form is 
almost invariably employed. 

In making the ditTerent-shaped heads the rivets may be closed 
up either hot or cold : the latter method is said to be employed 
to some extent in the United States, but very rarely in this 
country. The closing up may be effected either by hand or by 
machine worked by steam, water, or compressed-air power. 

Machine riveting upsets the rivet and closes up the hole 
better than hand riveting, as the dead heavy pressure is exerted 
through the whole mass of the rivet, and the effect is not con- 
centrated upon the point as it must be with a succession of light 
sharp blows from a hammer. The evil of the rivet not filling 
the hole well is sometimes aggravated in hand work by the 
blows being dealt on the circumference of the point, in order 
to form a shoulder speedily to resist the hammering, instead of 
letting them fall dead on the point, which should tend to make 
the rivet first fill the hole before the shoulder is formed. 

The possible disadvantage of machine riveting is that the 
plates may not be nipped tightly together, and the rivet may 
be squeezed out between them, causing a permanent separation 
of the surfaces which should be in contact. The pressure of 
the machine not coming on to the plates until the hole has 
been filled, is sometimes not so effective in closing the joint as 
the lighter pressure brought upon the plates in hand riveting, 
where the men drop a few blows round the hole before operating 
on the rivet in order to set the plates dose together. 

Hydraulic riveting is more gradual, and is generally prefer- 
able to steam riveting, the pressure from which often comes 
upon the rivet with a violent blow, and does not allow time for 
the rivet to fill the hole so well as with the former method ; but 
it is still preferable to hand riveting, although the appearance 
of the last is the most pleasing to the eye. 

As the result of numerous experiments by different authori- 
ties, the average tensile strength of good rivet iron may be taken 
at 24 or 25 tons per square inch. It is but seldom, however, 
that the tensile strength of a rivet is taxed in a boiler except in 
the flat end plate, mounting and stay attachments^ where the 
stress tends to tear off the heads. In a lap ^o\ii\> a\i^ ^\x';^^- 
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fished butt joint the force pulling the plates asunder tends to 
shear the rivets thiough in one place only, in the direction of 
its diameter, — this is called a single shear. In a double-fished 
butt joint the rivet is exposed to a double shear, as the plates 
in parting asunder tend to cut the rivet through in two places. 

It has been determined by experiment that the ultimate re- 
sistance to shearing is proportional to the area of the rivet, and 
is practically the same as the ultimate resistance to a direct 
longitudinal tensile stress, or 25 tons per square inch. As a rivet 
in double shear offers twice the area to resist breaking that it 
does in single shear, it should evidently be twice as strong in 
the former case as in the latter. The above cannot, however, 
be regarded as the shearing resistance of a rivet in actual boiler 
work, where its strength is affected by the heating and hammer- 
ing down to fill the hole and to form the head, and in the 
second place by the tension produced by contraction in cooling. 

In some experiments undertaken for the Admiralty at Chat- 
ham I" rivets of best Yorkshire iron were found to have a mean 
single-shearing strength of 10 tons each (a fact easily remem- 
bered, and of some use, as f is a very common size for 
boiler rivets), and a double-shearing strength of 18 tons. These 
strengths correspond respectively to about 22^ tons and 20^ 
tons per square inch of sectional area sheared through, Mr, 
Doyne found the strength of rivets of various sizes and descrip- 
tions in ordinary riveted work averaged 18 '82 tons for single 
shear and 17 tons for double shear per square inch of sectional 
area. The longitudinal tensile strength of the rivet not being 
given, we are unable to estimate the loss of strength due to 
riveting up. 

The. shearing strength of iron rivets with thin steel plates 
has been found to be less than with iron plates of the same 
strength. This is probably due to the harder steel cutting into 
the iron of the rivet. The average of eight experiments by 
Mr. Sharp with steel plates and iron rivets gave 18 68 tons per 
square inch. 

We may safely take the strength of the rivet as equal to the 
tensile strength of the plate, or 21 tons per square inch for 
either single or double shear. 

It is obvious that the contraction of the rivet in coolins must 
press the plates between the heads closely together. The 
tension thus caused, although aflfecting the shearing strength of 
the rivet, must add materially to the strength and tightness of 
the joint, Mr, £. Clark| ux his work on the Britannia and 
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Conwa^r Tubular Bridges, gives an account of some interestiug 
experiments to ascertain the amount of friction caused by the 
contraction of rivets in cooling, accompanied by some excellent 
remarks : — 

**The contraction of a wrought-iron rod in cooling is about 
equivalent to Ysims ^^ ^^^ length from a decrease of temperature 
of 15^ Fahrenheit, and the strain thus induced is about 1 ton 
for every square inch of sectional area in the bar. Thus, if a 
rivet 1 inch in section were closed at a temperature of 900°, 
it would, in cooling, decrease in length y^^g^j^y of its length, 
and, if its elasticity and strength remained peifect, would pro- 
duce a tension of 60 tons. The ultimate strength of rivet iron, 
however, being only 24 tons, the rivet would, in cooling, be 
permanently elongated, and would continue when cool to exert 
a tension of 24 tons, provided its elasticity remain uninjured 
by the strain. Thus, if the rivet were not in contact with the 
plates, excepting at the head and tail, the plates would be held 
together by a pressure of 24 tons, and this friction would have 
to be overcome before the rivet came into action as a mere pin. 
" The following experiments were made to ascertain the 
value of friction induced by this cooling and consequent con- 
traction of the rivets, and the force requisite to slide the plates 
over each other. For this purpose three §-inch plates were 
riveted together with a single ^inch rivet, but the hole in the 
centre-plate was oval, and very much larger than the rivet, 
being 2| inches in its longest diameter. Weights were sus- 
pended from the centre-plate until it slipped and bore upon the 
rivet ; it supported 5 '5 9 tons before it began to slide, which it 
did abruptly. 

**The experiment was repeated with the addition of an * 
^-inch plate of iron riveted on each side, between the heads of 
the rivet and the plates, making the shank of the rivet 
2^ inches long ; 4 '47 tons caused the plates to slide. 

^^The last rivet having been found faulty, the experiment 
was repeated exactly as before, and the plates sustained 
7 "94 tons before they slipped. 

^* In the next experiment a ^inch rivet was inserted through 
two -^^ plates, with large holes, with a -j^-inch washer on each 
side next the rivet-head. This combination supported 4*73 tons 
before it gave way.*' 

In bis work on ^'Ship-building," Mr. K J. Beed records 
some experiments of a more detailed dQaGii]^\iou Mk^w ^q»*^ ^^'l 
Mr. Clark. 
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'^ Three plates were united hy what is known as a ^ chain- 
joint ' — that is, the ends of the two outer plates overlapped the 
end of the middle plate. The connection of the plates was 
made hy three rivets passing through the lap, the rivet-holes in 
the outer plates being filled by the rivets, but the bearing sur- 
face of the holes in the middle plate being slotted out, as 
shown in the sketch (fig. 2). It will thus be obvious that 
Pig. 2. when a tensile strain was brought 

upon the middle plate, the amount 
of the friction could be measured 
by the force just able to produce 
a sliding motion. The breadth of 
the lap was three diameters, the 
rivets were a diameter clear of the 
edge of the plates, and their pitch 
.J, was four diameters. There were two 
(mv sets of experiments made with iron 
plates and rivets, and in each set 
two experiments were made with 
rivets having heads and points snap 
headed ; two others with rivets having 
pan heads and conical points ; and 
the remaining two wifch rivets having 
countersunk heads and poiuts. The 
experiments were made in duplicate, 
in order to reduce the chance of error. The first Bet of experi- 
ments were made with ^-inch plates, 8^ inches wide, the rivets 
being J inch. The results were as follows : — 




Description of Rivet 


Friction per Rivet. 


l8t 

Exjyeriment. 


2nd 
Experiment. 


Mean. 


Soap heads and points . . 
Pan headp and conical points . 
Conntersnnk beads and points. 
Mean of the three . 


• Tons. 
5-14 
5-26 
4-56 

• • • 


Tons. 
4-21 
4-81 
3-74 
»»» 


Tons. 
4-67 
50 
4-15 

4-ei 



The second set of experiments were made with plates 11 inches 
wide and ^inch thick, the rivets used being 1 inch diameter. 
Tbe following results were obtained under the above-stated 
vnditiona of pitch of rivets, lap, &c. : — 
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Description of Rivet 


Friction per Rivet. 


Ist 
Ifixperiment. 


2nd 
Experiment. 


Mean. 


Snap heads and pomts . . 
Fan heads and couical points . 
Countersunk heads and pointB . 
Mean of the three • 


Tons. 
5-84 
6-87 
4*56 

••• 


Tons. 
5-64 
7-24 
409 

• • • 


Tons. 

5-7 

7-0 

4-3 

5-6 



'^In addition to these experiments with iron plates and 
rivetSy two other sets of experiments were made with steel 
plates and rivets of exactly the same dimensions as those used 
in the former experiments, the pitdi of rivets, breadth of lap, 
&c, being in each case identical with those previously given. 
With ^-inch plates and |-inch livetSy the results obtained were 
as follows : — 



Description of Rivet 


Friction per Rivet 


Ist 
Experiment 


2nd 
Experiment. 


Mean. 


Snap heads and points . • 
Fan heads and conical points . 
Countersunk heads and points . 
Mean of the three . 


Tons. 
8-86 
4-79 
8-68 

• •• 


Tons. 
4-09 
4-79 
8*48 

• • • 


Tons. 

3-98 

4-79 

8-53 

41 



With f-inch plates and 1-inoh rivetSy the following results 
were obtained : — 



Description of Rivet 

« 


Friction per Rivet 


Ist 
Experiment 


2nd 
Experiment 


Mean. 


Snap heads and points . . 
Fan heads and conical points . 
Countersunk beads and points . 
Mean of the three . 


Tons. 
6-48 
5*49 
514 

• •• 


Tons. 

5*49 

None made. 

4-91 


Tons. 
5.96 
5*49 
5-02 
5-49 



« 



It ibuB Appears that rivets with. pttii\ke«A% vkA q»\^<^ 
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points liave the advantage over both the other descriptions of 
riveting. The only exception to this is found in the second 
set of the experiments with steel plates and rivets ; but, as only 
one experiment was made, the result cannot be relied on. It 
also becomes evident that countersunk riveting causes much 
less friction than the other systems. ^ On comparison, it will be 
«een that in nearly all cases steel plates and rivets give less 
friction than iron, the only exception being the cases of rivets 
with snap heads and points, and those with countersunk heads 
and poiuts, in the same set of experiments. The former of 
these exceptions is scarcely worth notice, as the difi'erence is so 
smalL The use of larger rivets with the same pitch, ttc, gives 
an increase in the friction, but no law of increase appears to be 
conformed to. 

** Although these experiments do not give any definite idea 
of the probable amount of friction which would result from the 
use of rivets having diflfeient diameters and pitch, they yet 
serve to show how much the strength of a riveted joint is 
increased by the contraction of the rivets." 

Now, if we take the coefficient of friction of wrought iron 
upon wrought iron at '18, and assume the rivets to act with 
the full tension of 24 tons per square inch of section in squeez- 
ing the plates together, we should require 4*3 tons weight per 
square inch of rivet to overcome the friction of the two surfaces. 
The high results obtained from the experiments were probably 
due to the inequalities and dirt on the surfaces of the plates in 
contact, which would materially increase the friction . 

It must not, however, be concluded that the value of a rivet 
is to be determined by adding to its shearing strength the 
amount of friction between the plates produced by its contrac- 
tion in cooling. Although these two .elements of strength act 
together in a well-filled hole, they cannot be considered as 
acting independently. Whatever gain is obtained by the con- 
struction is to some extent counterbalanced by the loss of 
strength due to the tension on the rivet. 

The manner in which a severe tensile strain affects a lap joint 
by pulling it athwart the line of strain (fig. 7 9 page 69), must 
also te-nd to diminish the friction of the plates. Long before the 
ultimate resistance of the joint is reached, especially with single 
riveting, the friction of the plates must be greatly diminished, 
and cannot be regarded as materially influencing the ultiuiate 
strength of the joint. 
Jjj old boUera it is probable that the tension of the rivet 
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becomes gradually eased hy the continual straining anU oltsra* 
tion of temperature, wfaioh will in time affect the natare of tho 
iron. The friction may not, however, be dimiuiahed in the 
same proportion, aa we ma; expect the contact of the surfaces 
to become mcn'e perfect after long "wear together. 

There can be no doubt that sevs^ caulliing, aa commonly 
practised, must tend to diminish the friction between the plates, 
especially when they are thin. The sketch (fig. 3) shovrs 



Fig. 8. 




the manner, somewhat exaggerated, m which the plates are 
forced apart by the caulking, when done with a set and heavy 
hainmer. 

When the edge of the cauUcing tool is very thin, it is some- 
times driven by careless workmen right into the joint, wedging 
it wide open. There should now so longer be necessity for 
severe caulking, since it has become the practice in all good 
bculer works to plane the edges of the plates. This not oufy leaves 
a better edge for light caulking, especially when it is slightly 
bevelled, but at the same time it enables a more uniform 
aownnt of lap from the centre of the bole to be maintained 
than when the edges were dressed by hand, ftnd aondaces 
greatly to the facility of making a tight joint 

la tiyiDg situationa, where it is difficult to keep a joint 
tight, too much lap is decidedly worse than a slight deficiency. 
One and a half times the diameter from the centra of the rivet 
to the edge of the plate is found sufficient in every case. 

Severe and careless caulking has more to answer for than is 
oommonly supposed. On the inside of tba bol\et >& qI&qw 
induces grooviog aad iracture, and even wkere ^locmu^^^^uh ^^^ 
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existence, the fractures of the plates in exploded boilers often 
follow the line of caulking in preference to the line of rivet 
holes. 

The contraction of the rivet in cooling must act transversely 
as well as longitudinally, and thus cause it to become slack in 
the hole it filled while hot. This shrinkage in the diameter is 
also increased by the tension due to longitudinal contraction. 
That the total shrinkage from these causes is very Blight, is 
shown by the difBculty sometimes found in distinguishing the 
line between the rivet and plate in specimens of machine- 
riveted work, planed down to exhibit the quality of the work- 
manship. 

It is sometimes affirmed that the red-hot rivet acts injuri- 
ously on the iron round the hole in hard and steely plates, 
especially if cooled suddenly. For this reason, and also to 
obviate the tensional strain caused by the contraction of hot 
rivets, some engineers have advocated the use of cold riveting. 
This certainly has the advantage of precluding the employment 
of all but the very best rivet iron, and of demanding that the holes 
shall coincide. On the other hand, it is said, cold hammering 
acts injuriously on the rivet-head ; and on this account, as we 
stated above, conical heads are falling into disuse. It is, how- 
ever, questionable whether the amount of hammering that 
might damage bad iron would seriously affect iron of good 
quality. 

When the length of the rivet is considerable — as, for instance, 
in the joint at the fire-hole and fire-box foundation rings of 
some locomotive and vertical boilers — ^the contraction in cooling 
often affects the strength of the rivet to an injurious degree, 
and draws off the head. As the contraction should be propor- 
tionate to the length of the rivet, it is not very clear why the 
strength is affected by the length, unless the tension is concen- 
trated just beneath the point where the rivet remains longest 
hot. 

Besides the shearing and stretching strains just considered, 
boiler rivets are exposed to other severe tests. The heads are 
liable to be knocked off externally by the rough usage in re- 
moving the boiler from the maker's. Inside, the heads are often 
detached by the careless use of hammers and picks in removing 
incrustation. 

The jarring effect from hammering, when the boiler is under- 

gomg repairs^ frequently results in detaching brittle rivet-heads, 

and when exposed to the action oi tYie &xq \i\v«^ «x^ Uahle to be 
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burnt, aod are easily kuooked off by a careless stoker. For 
these reasons alone, it is evident that rivets should be made of 
first-rate irou. Tet this it far from being the general practice, 
aud the large quantities of rubbish that command a sale as 
boiler rivets is a proof of the greed, recklessness, and ignorance 
of the maker and purchaser of the boiler, the one being fre- 
quently no more blamable than the other. 

.Whilst rivets of bad iron can often be detached by a few 
sharp blows with a light hammer, it requires from twelve to 
twenty powerful blows with a quarter-hammer to force off a 
l^-inch rivet-head. With indifferent iron, little or no distortion 
by the hammering is apparent ; but with very good iron the 
distortion is so great that the portion of the head operated upon 
will be found flattened by the set, past the edge of the hole, 
before the iron in the shank yields. 

Bivet-holes may be punched or drilled. Both methods have 
their partizans, who persistently maintain the superiority of the 
ftystem they advocate over the other. The usual arguments in 
fkvour of punching are a saving of from one-third to one-sixth of 
time and labour as compared with drilling — a most conclusive 
argument with the manufacturer, but it does nut apply so 
strongly when multiple drilling-machines can be used. The 
shape of the punched hole, which is conoidal and slightly 
countersunk, is considered by many to be more favourable for 
tight work than a hole made by the drill, which is parallel or 
cylindrical. There are many boiler-yards not well provided with 
machinery, where even the roundness of drilled holes cannot be 
depended upon in the haste that accompanies most of the opera- 
tions in boiler-making. The punch leaves no burr behind it, as 
the drill does, and which 8ho?ild be dressed off, but is too often 
forgotten. When the overlapping plates are drilled together, 
the burr between them should always be removed, as it is liable 
to prevent their closing tightly to make a good joint. 

It m argued in favour of the drill, that the positions of the 
holes marked off from the overlapping plate can be preserved 
more faithfully with it than with the punch. This is, doubtless, 
a strong argument if it can be maintained, for these half-blind 
holes are the bane of boiler-piaking. But many affirm, and 
with good reason, that a careful and skilful workman can punch 
the holes as accurately as they are likely to be drilled, unless 
both plates are pierced together. In some boiler-yards the 
accuracy of the punched holes is ensured by t\iQ m^^ ol ^ ^^- 
action traveller for feeding in the plate. "WlnerL VXi^^cwsLHKsyos^ o!^ 
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the boles are marked by a centre-punch, the plan is sometimes 
adopted of forming a very small projection on the bottom of 
the punch, which enables the centres of the holes in the plate to 
be felt for, thereby ensuring as much accuracy as can be claimed 
for drilling. A somewhat questionable argument in favour of 
drilled holes is, that the rivets are more easily removed when 
repairs are required. But the chief argument in favour of the 
dHll is, that it does not injure the plates like the punch. 

All kinds of boiler plates, worthy of the name, will bear punch- 
ing, and in the great majority of cases without exhibiting any indi- 
cations of injury from the process, when submitted to the ordinary 
modes of scrutiny. Yet the quality of the plate has an important 
influence on its manner of bearing the severe treatment it under- 
goes at the puDching-machine. Inferior and badly refined 
plates, being brittle, suffer to a much greater extent than those 
of better and more ductile quality. In fact, punching a hole at 
the usual distance from the edge (one diameter clear) in an in- 
ferior ship plate will often produce fracture. It is not always 
the very best brands that pass through the ordeal of punching 
with the least injury. Some of the Best Yorkshire plates are of 
a hard and stubborn nature, although ductile, and possibly do 
not bear punching so well as some of the softer South Stafford- 
shire irons. 

There is still a want of conclusive experimental evidence to 
decide the precise amount of injury plates of different quality 
and thickness, with holes of different diameter, pitch, and dis- 
tance from edge, sustain in punching. It is generally assumed 
that plates of fair quality, having a tenacity of 21 tons per 
square inch, cannot be relied upon to bear more than 16 or 17 
tons per square inch of section left between holes in ordinary 
steam-tight riveted joints, equivalent to about 24 and 20 per 
cent, loss of strength. This is a maximum loss for hard plates 
of average boiler quality ; but many soft plates do not suffer 
more than from 4 to 8 per cent, loss of strength with the holes 
punched a whole diameter clear of the edge, and at the second 
row of rivets in double riveting do not suffer at all. If the 
edge of the plate has been cut near the edge of the slab, it will be 
likely to suffer more in punching than if cut some distance from 
it. As the risk of damaging a plate by punching diminishes 
as the distance of the hole from the edge increases, some boiler- 
owners who prefer punching to drilling specify their plates to 
be cat About hiUf an inch larger all round than their finished 
ID order to keep the holes a aa^e distance iroTsoi \\i<^ ^«i%<ii vol 
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punching. The surplus material is subsequently planed or 
dressed off. 

The violence done to the plate may be seen more clearly by 
considering the force requisite to punch it. It has been found 
by experiment that the resistance of a wrought-iron plate to 
punching is about the same as its resistance to tearing by a 
tensile strain. Taking this at 21 tons per square inch, and 
regarding the resistance to the punch as measured, not by the 
area of the hole, but by the area of the metal separated, or the 
circumference of the hole multiplied by the thickness of the 
plate, we have d X ir X t x 21 = force, which just balances 
resistance to punching a hole of diameter d through a plate of 
thickness t. The resistance increases directly as the thickness of 
plate, diameter of hole, and strength of plate, aud will be 
affected by the condition of the punch and clearance of the 
die. For a flinch hole through a ^-inch plate the force re- 
qidred is about 24 i tons. We can also readily find the 
greatest thickness of plate we can perforate with a punch of 
given diameter, or the least size of hole we can punch in a 
plate of given thickness, the compressive strength of the punch 
being given. Assuming this to be 100 tons per square inch, 
and the maximum resistance of wrought iron at 25 tons, we 

tey9 tb? r^sfetnnw pf th^ plat? ^ 2 r ^ tt ^ T?^ ?5, aft4 feg 

resistance of the punch to crushing = r^ X 9r X 100. It is 
evident that when < = 2 r, or diameter of hole, the two resist- 
ances are equal We find, therefore, that when the compressive 
strength of the punch is just over four times as great as the 
tearing strength of the plate, it will just perforate a hole of a 
diameter equal to the thickness. If the thickness of plate be 
greater than the diameter of hole the punch must be stronger, 
or the plate weaker, than we have assumed, or the hole cannot 
be punched. In practice, it is rarely if ever attempted to punch 
a hole less in diameter than the thickness of the plate. An 
inch and a quarter hole through an inch and a quarter plate is 
what a good machine should have power to punch. 

The holes are punched slightly larger than the diameter of 
the rivet, to allow its easy insertion when red hot. For ^inch 
rivets a bare ^^ inch in diameter is commonly allowed. This 
increase of diameter should obviously increase with the size of 
rivet. The punch should be formed slightly largest in diameter 
at the face, which is best made somewhat concave, rather than 
flat or convex, to make a clean cut. The hole ia t\\!b ^<b S& 
always made somewhat larger than the p\mc\ \.o \ek?Rfc\i xJckft 



60 



A TREATISE ON STEAM BOILEBS. 



friction and to allow the wad or burr, as the piece of iron is 
called, to be forced out more readily than if the die were an 
exact fit. The less the clearauce between the punch and the 
die, the greater the distress of the plate. The differeuce in 
size between the punch and the die is the cause of the conical 
shape of the punched hole. The sizes are usually in the ratio 
of from 1 : 1 *1 to 1 : 1 *2. By increasing the size of the die suf- 
ficiently the holes can be made countersunk through the whole 
thickness of plate. Advantage is sometimes taken of this in 
ship-building. The plates are put together so that the small 
ends of the holes are inside (fig. 4), The rivet is formed with 



Fig. 4. 



Pig. 5. 





a taper next the head (fig. 4), which fills the conical hole in one 
plate, and the hole in the other plate is filled by hammering 
down the rivet. By this means the holes are more likely to be 
completely filled up. 

It is usually understood that boiler plates with punched holes 
are always arranged with the holes lying together as in fig. 6, 
and au importance is attached to this arrangement which has, 
perhaps, been somewhat overrated. Where the steel drift 
s employed (and where is its use altogether dispensed with f) it 
will upset the edge of the hole between the plates, and separate 
the coutact of their smrfaces to a greater extent than when the 
larger ends of the holes are brought together, and thereby impair 
the efficiency of the joint. On the other hand, however, ham- 
mering up the rivet in a hole with the small ends outside tends 
to wedge the plates asunder. Besides, in the event of a rivet- 
head being accidentally knocked off^ the first-mentioned arrange- 
ment of the holes will still retain the rivet in its place, and 
hold the plates together. The tension due to the contraction of 
the rivet in cooling is by this arrangement spread over the whole 
length of the hole, and is not concentrated at its ends. The 
heads bare, therefore, comparatively little to do. All things 
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Fig. 6. 





ired, tliiR method has its adyantages, which appear to 
the favour in which it is held, and which outweigh any 
efects incidental to its employment. When repairs are 
d, the difficulty of getting the rivets out is about equal 
arrangement^ if the holes are well filled and the work- 
p is good. 

of the greatest importance that the corresponding holes 
•ining plates should coincide, and not partially overlap 
bher, or be half blind, as it is called (fig. 6). In rough 
boo little attention is paid to 
latter, and even where great 
) used in marking off and 
tig or drilling, cases of holes 
inciding will frequently occur, 
nly do these defects add to 
ifficulty of making the joint 
by distorting the rivet and 
ting it from filling the hole 
y, but it also leads to the 

the drift, which in the hands 
less workmen is often hammered into the hole in 
k reckless manner as to cause serious injury to the 

With the use of the drift, which is a short steel spindle 
taper end, the holes are forced and contorted into an 
XT shape, sufficiently large to admit of the insertion of 
et, which passes obliquely through the plates. It will 

upon the degree of blindness whether the hot rivet can 
imered up to fill the contorted hole or not, and make a 
>int, and whether its oblique position seriously afiects its 
bo resist the strain it is designed to bear. When, as the 
>f bad workmanship, the rivet cannot be inserted with- 
ourse to some means for straightening the holes, it is 
rimer them out and use a larger rivet. This has the 
ige of not distressing the plate, which is sometimes sup- 
o be sorely enough tried in the first place by the punch- 
rhis method is sometimes employed throughout the rivet 
he holes being all punched or drilled somewhat less than 
d, and afterwards rimered to the full size. Should the 
lot be drawn quite close together before the rimer is 
1, the particles of iron are liable to find their way be- 
ihem and impair the tightness of the joint. This plan 
8 the conical form of the punched holes, but ensures «» 
ob than the oitiinary careless metboda oi i\n^\*\tv%« 
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Several experiments have been made to determine tlie relative 
value of drilled and punched plates in riveted work. 

Mr, W. H. Maynard arrived at the following results with 
four bars cut from the same plate^ two being punched and two 
drilled, with 1-inch holes having the same sectional area at the 
reduced part — 1^ square inches. 



Breaking weiglit in tons. 


Difference in 
tons. 


Difference per 

cent, in favour 

of drilled. 


Experi- 
ment. 


Drilled bar. 


Punched bar. 


Ifit 
2nd 


30i 
31i 


26 
26 


44 

54 


17 
21 


M<ean. 


81 


26 


5 


19 



The quality of the plates and the appearance of the fracture 
are not given, which renders these experiments of little value for 
deducing any general rule. The following are the results of 
some experiments by the same authority to test the diflferenoe 
in value between rivets in punched holes and similar rivets in 
drilled holes :— 

^inch rivets in drilled holes, 

Ist, single shear =26 tons per square inch. Double shears 
39-2 tons. 

2nd, single shear = 26 '4 tons per square inch. Double 
shear, — Experiment failed. 

^'iuch rivets in pmiched holes, 

Ist, single shear = 27 '2 tons per square inch. Double shear = 
45*6 tons. 

2nd, single shear = 26 tons per square inch. Double shear, — 
Experiment failed. 

Mr. Maynard considers the above as conclusive that rivets in 
drilled holes, subject to shearing strain, were about four per 
cent, weaker than rivets in punched holes under similar strain, 
and thinks the sharp edges of the drilled holes have a greater 
tendency to nip off the rivets than the rounded edges of the 
punched holes. This conclusion has been confirmed by more 
recent experiments in America. The rivets appeared cut off 
cleaner by the drilled plates than by the punched. 
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In comparing the strength of punched and drilled work toge- 
ther, Mr. Maynard oondudes, l&t, that drilled plates are 
stronger than punched by 19 per cent. ; 2nd, that rivets are 
weaker in drilled holes than in punched by four per cent. ; 3rd, 
that the difference is in favour of drilled work by 16 per cent. 

The above conclusions would require to be modified for dif- 
ferent qualities of rivets, plates, and workmanship. 

Sir W. Fairbaim, in his ** Useful Information for Engineers," 
gives a detailed account of some experiment made on the 
strength of single and double riveted Up and butt joiuts, with 
punched holes, both snap and countersunk heads being used. 
The riveting was done both by hand and machinery, and, as we 
should expect, the latter proved the more elfective. The joints 
with countersunk heads were found to be about as strong as the 
others, although there must have been a diminution of strength 
corresponding to the amount cut out by the countersinking. 
The double-riveted lap joint was found to have a strength very 
slightly inferior to that corresponding to the section of the plate 
left between rivet holes, showing the plates had not suffered 
materially by the punching. The single-riveted lap joint showed 
an average loss of strength of 24 per cent, over and above the 
loss due to the reduction of section at the line of rivet holes. 
In this case the punchiog may have had a more injurious effect 
on the plates, the line of holes being nearer the edge than the 
line which bears the brunt of the strain in the double-riveted 
joint. However, the inferior strength must be mainly ascribed 
to the manner in which the tension strains the joiut, and draws 
it athwart the line of strain, as shown in fig. 7. The joint will 

Fig. 7. 




always tend to assume this form under severe tensional strain in 
consequence of the force tending to act in a direct line through 
the middle of the plates. The joint here manifestly acts at a 
disadvantage, the strain being unequally distributed among the 
fibres of the plate, those of the inside of the joint at the centre 
of the rivet bearing more than the rest. TUe t\ackQ\ >i>[i^ ^^^Xa^ 
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tha gretAet will be the unequal distribution of the stresa, tlia 
levenge varying aa the thiokuess of the |>late. The same aotiou 
nccora in a double -riveted lap joint, but in a much less degree, 
an the foroe actB with leee angularity, and consequently men 
oniformlf over the fibres of the iron. 

Tha butt joint with single etrip behaven in a somewhat iimilar 
manner, acting like two lapa placed together (fig. 8). In Uw 
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longitudinal seams of an ordinary cylindrical boiler, this pro- 
perty of the lap makes itself felt very often, and resnlta in 
grooving. In the tranHveise seams the curved form of tha 
plates renders this distortion by the force of the steam preesura 
alone well-nigh impoBHible, but is not proof agikinat the i^resiB^ 
ibie molecular forces, whoso effects are Bhown in tbo expansion 
and contraction of the . plates, and which cause the transTerse 
grooving in locomotive boilara when they are secured firmly at 
both ends to the Frame ; and in stationary boilers, where the 
bottom is cooler than tha intamal tubes and upper portion of 
the shell 

When single-butt strips are nsed for the longitudinal seams, 
tkey should never be applied internally, on account of the ten- 
dency of tha joint to open nndsr pressure, as shown in the last 
figure. Whau the atrip is placed on tha outside, the action of 
the staam. pressure assbts in preventing the distortioa of the 
jointa. 

The loss dne to the nneqnal distribution of the tension is 
siDgle-iiveted joints with plates of ordinary thickness, J-inch to 
' -j-'^-inch, may be taken at not less than 20 per cent of the ten- 
sile strength of the material left between holes. This would 
leave four per cent, loss of strength in the single-riveted lap 
joints, tested by Fairbairn, due to deterioration by punching, 
and to the rivets not filling the holes bo as to bear evenly on 
the plate, and take each an equal share of the strain. What the 
^wr of etrength irom unequal distribution of strain may be in 
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strips of very thick plates, |-inch and above, can only be de- 
termined by actual test ; it will probably amount to from 50 to 
rO per cent. That the weakness of the single riveted lap joint 
was owing to the oblique action or unequal distribution of the 
strain appears to be proved by Fairbairn's experiments, where 
single riveting and butt joint with double strips were tried. The 
strength of this was found to be about equal per square inch of 
section to that of a double-riveted lap joint, or nearly that due 
to the unimpaired section between the holes. 

From some experiments made by Mr. Brunei with double- 
fished butt joints and best Staffordshire ^ plates, having 
strips ^inch thick, with double and triple chain and zigzag 
riveting, the following results were arrived at : — The sectioual 
area of the rivets and plates should be equal : triple riveting is 
superior to doiible-chain riveting in proportion to the sectional 
area of plates retained ; and the strength of the plates is unim- 
paired by the punching, 20 tons per square inch being the 
breaking weight alike of the solid plate and the section left be- 
tween the holes. 

In ^' Useful Information for Engineers," the strength of the 
joints compared with that of the entire plate is given as 
follows : — 

Strength of plate = 100 

Strength of double riveting = 98 
Strength of single riveting s 76 

The loss of strength here given is due to the treatment the 
iron has received, and to the form of joint, and is qidte irrespec- 
tive of the dinunished section at the line of rivets. A further 
reduction must be made, corresponding to tho amount of sec- 
tion removed in making the holes. This varies considerably for 
single riveting, but 30 per cent, may be taken as an average 
allowance for double riveting. Fairbaim takes 30 per cent, also 
for single riveting, and gives, accordingly, the actual strength of 
the plate and the two descriptions of joints as 100, 68, and 4G. 
Thirty per cent, is, however, too smsdl an allowance for single 
riveting, and does not agree with either the common practice or 
the table for the pitch of rivets given in the volume in question. 
This latter gives for f -inch rivets and i" plates If-inch pitch, 
corresponding to a loss of 43 per cent. ; a loss of only 30 per 
oent. would require 2^-iach pitch, which is now only very rarely 
employed for even very low pressure boilers. Many eng^^^x% 
do not avail themselves of the advantage ofSeteOi \>^ ^^^vi^^ 
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riveting for maintaining a large section of plate, but use the 
same pitch as for single riveting, the rivets being arranged in 
the form of an equilateral triangle, which in many cases causes 
the removal of 40 per cent, of section instead of 30. 

Taking the average loss of material in ordinary boiler single 
riveting at 40 per cent., and the total loss of strength in the 
joint as 54 per cent., as above found, we should have therefore 
14 per cent, as the amount considered sufficient for the injury 
caused by punching and the bad form of joint. This is too 
little, and should in no case be taken at less than 20 per cent.^ 
even when the plate suffers no injury by punching, riveting, 
<kc. But taking the loss at 24 per cent., according to Fair- 
bairn, the figures should stand as follows : 100, 68, and 36, 
instead of 100, 68, and 46. 

These will give correctly the comparative strengths when 
the plates and riveted joints are broken in strips a few inches 
wide, OS in the experiments quoted. But in a boiler very 
different conditions of resistance are found. Suppose a boUer 
shell to be made of circular belts of plate overlapping trans- 
versely, but without longitudinal joints or other source of 
weakness, it would then be in a condition to resist a much 
greater tension than the normal breaking weight of the mate- 
rial, in consequence of the support lent by the double thickness 
at the ring seams. That additional resistance is given to the 
plates by the transverse joints in a properly made cylindrical 
boiler, is evidenced by the manner in which many shells 
at work hold together when the whole section of a plate is cut 
away for a 3-foot dome hole except a strip at each end, and 
barely sufficient for the dome angle-iron attachment and ring 
Beams. In such a case, and others of a similar nature, the 
holding together of theplate is mainly dependent upon the strength 
imparted by the ring seams. When the longitudinal seams break 
joint effectually, the ring seams also strongly resist the buckling 
action of the plates under strain, which we have seen, at page 69, 
to be such an element of weakness in single riveting. It is obvious 
this resistance must depend greatly upon the width of plates, and 
increases as the distance between the ring seams is diminished. 
Moreover, the circumstance alone of the longitudinal seams 
breaking joint, analogous to the bond in masonry, has an im- 
portant influence in strengthening the shelL It is more than 
probable therefore that in a boiler where the longitudinal seams 
break joint effectually and are double riveted, the strength of the 
/shell IB even greater than that measaTed by the unimpaired 
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section lefb between the rivet holes. The resistance of th>s 
seoiion may therefore be taken as the breaking strength of the 
boiler, or as a rule, 30 per cent, less than the entire strength of 
the plate for double riveting. 

In a similar boiler single riveted, we may safely neglect the 
loss of strength due to the buckling action of the plate<^ under 
steam, and regard the shell as being stronger than a detached 
narrow test strip of the jointed plates by an amount equal to 
20 per cent, of the strength of the entire plate. 

Taking the loss of material for single riveting at 44 per cent., 
the relative values will stand : 

Entire plate . . • .100 

Double-riveted joint . ... 70 

Single „. ,,, . . 56 

These proportions of strength are usually employed, and were 
originally deduced by Sir W. Faiirbaim from his experiments. 
But in sheJls where the longitudinal seams run in a continuous 
line from end \o end, we cannot count upon any gain of strength 
from the transverse joints. There is, however, probably a 
slight gain of strength in the long string of rivets as compared 
with a narrow test specimen, and such a shell single riveted 
may be regarded as having 40 per cent, of the strength of the 
plate. 

Taking 2 1 tons per square inch as our standard strength for 
plates, along the fibre, the above proportions become 14f tons, 
and llf tons per square inch respectively, as. the breaking 
strength of double and singlie riveted boilers having the longi- 
tudinal seams breaking joint in the proper sense of the term, 
and not by the amount of a rivet or two apart as in fig. 9. The 
table of strengths of wrought iron cylindrical boilers is calculated 
from iiko above figures. The strength of the plates across the 
fibre should be taken at from 10 to 15 per cent, less than 
the abave. When the margin of safety is required to be small 
and plates are used of an ascertained strength of 25 tons per , 
scjuare inch, the strength can readily be found by adding 20 per 
oent. ia that in the table. 

In some experimeuts conducted at Woolwich in 1835 on 
different kinds of joints, the following results were obtained : for 
i"» T^d"> and,i" plates, the breaking stirengths were respectively 
about 16^ 17, and 18 tons for single riveted Isk^ ^o\\i\.<i^ wcA Ivysi 
doable riveted about 24, 24 and 22 toiva «kc\.v^ \a^«^^\\!k% 



74 



A TREATISE ON STEAM BOILERS. 



weight and not per square inch, showing that the thinnest plate 
was actually stronger at the joint than the thicker plates. The 

Fig. 9. 










inferior strength of J" and y^^" plates was probably due to the 
more oblique action of the strain on the joint. But for want of 
detailed information, the results recorded cannot be considered 
as suitable for deducing any general rule for the strength of 
plates of different thicknesses. Many have erroneously con- 
cluded from the results of these experiments that a J -inch 
plate boiler is as strong as a boiler made of ^-inch plates. In 
the first place, there ^70uld be found a great difference in the 
strength of a ^''-plate as a test strip and as built up in a boiler, 
for reasons already stated, the workmanship being equal in both 
cases. This difference would not be so great with a ^''-plate. In 
the second place, the plate is by no means most likely to fail 
first through the line of rivet holes when in use. Comparing 
i" plates with ^" plates, and assuming the boiler to be unfit for 
working at the original pressure when reduced to i'' thick, the 
latter plates will last twice as long as the former. 

In seeking to determine the correct diameter and pitch of 
rivets, and also the proper amount of lap for different thick- 
nesses of plate, there are several conflicting circumstances to 
consider. In the first place, having due regard for the economy 
of material it is important in fixing upon the diameter and pitch 
iff rivets for a given thickness oi p\a\.e, \\ii.\.\> 'V>\i^ i^Utea and 
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rivets should be of equal streogth, for in making the rivets to fail 
before the plates, we should be wasting the excess of material 
to which is due the additional strength of the plate or be 
making the joint too weak. On the other hand, to make the 
rivets the stronger, would be to make the joint too weak by 
reduciug the strength of the plate too much, or to waste the 
material in making the rivets too strong. 

In the second place, the joint must be tight as well as cor- 
rectly proportioned for strength. It will be seen that the 
attainment of the greatest strength with the least material is 
restricted by the necessity for tightness, and also by other 
minor but important circumstances. 

First of all it must be ascertained in which manner the weak- 
ness of the joint may be declared. Here we find that the joint 
may fail in four or five different ways, namely : 

1st. By the plate in front of the rivet crushing (fig. 10). 

2nd. By the rivet shearing. 

3rd. By the plate tearing between the rivet holes. 



Fig. 10. 



Fig. 11. 





4tlL By the plate outside the hole breaking through (fig. 11). 

5th. By the plate being forced out in front of the rivet 
(fig. 12). 

Ist. The resistance of the plate round the semi-circumference 
of the rivet can be proved to be measured by the diameter 
of the rivet x the thickness of plate x crushing strength of 
plate. From the results of some experiment on the (^rushing 
strength of the bearing surface of iron Unka &gsA.w%\ >^^ '^'^^ 
undertaken hy Sir C, Fox, it may "be coiidad!^^ HJt^a^* *^5^ 
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resistance of the plate against a rivet is equal to 40 toua 
per square inch, whence we have : 

resistance of plate to crushing = d x < X 40. (1.) 



d = diameter of rivet, * = thickness of plate. 

2ih1. The ultimate strength of the rivet to resist shearing 
has already been discussed, and may be taken at 21 tons per 
square inch, therefore 

resistance to single shearing = '7854 X d"x 21. (2.) 

Comparing Nos. 1 and 2, when the resistance of the rivet and 
plate are equal, we have 

rf X « X 40 = -7854 X d:* X 21 
d = 2-4*, 

Fig. 12. whence the diameter of the rivet should 

be nearly 2j times the thickness of 
the plate. The common rule of mak- 
ing the diameter of the rivet double 
the thickness of plate up to -^^ thick 
is approximately correct, and allows 
a margin of strength for injury done 
to the plate in punching and drifting. 
3rd. The strength of the plate 
between the rivet holes in boiler work, 
it has already been shown may be 
taken at 21 tons per square inch, 
whence 

resistance of plate to tearing = < (^ — rf) 21. (3.) 
where p = pitch of rivets ; 

comparing this with No. 2, we get for the equality of strength 
in rivets and plates between holes, 

•7854 cP X 21 = t(p^d) 21. 

fiom which equation we can find the pitch, when the diameter 
of rivets and thickness of plate are given. Substituting a = ar^a 
of rivet for *7d54 d^ we have for a single riveted lap joint and 
single £iih.ed hutt joint. 
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1> - y + 4. (4.) 

For lap joints and single fished joints with double riveting, 
we have the sectional area of two rivets instead of one, as in 
the last case, 

hence, 2 a = < (p — d) 
and p = — + (f . (5.) 

In a bntt joint double fished and single riveted, where the 
rivets require to be sheared in two places before yielding we get 

2 a = t{p~^ d)f or the same as in the last case, 

and» = — -f d. /5.) 

t ' 

In a double fished butt joint with double riveting tlie equa- 
tion becomes 

4t a =: < (p — d) 
J, =ifj + A (6.) 

In the above formulae, d should rather be taken as the 
mean si^e of the hole than as the size of rivet, or as a rule 
■^g inch larger than the rivets up to i inch diameter. 

When the diameter of rivet is double the thickness of 
plate, the pitch becomes equal to 2*57 d, 4*14 d, and 7*28 d 
respectively for formulae (4), (5), and (6). 

In thick plates having rivets less in diameter than twice the 
thickness of plate, the pitch will be less in proportion. Taking 
r as the ratio of diameter to thickness, the above quantities 

must be multiplied by — for the pitch. 

4. We may regard the distance between the hole and edge 
of the plate as the depth /i, of a girder fixed at both ends, and 
uniformly loaded, the span being measured by the diameter of 
rivet, hence 

the stren^h to resist fracture = -, — • -jj* VJ* 
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C is a coefficient, the value of which has not yet been 
determined. Since the nature of both the strain and the re- 
sistance differs greatly from that of ordinary girders, it is evi- 
dent that yre cannot consider the ordinary coefficient as even 
approximate. But as the coefficient is not likely to be less 
than the above, we may use it for the purpose of illustration 
We then have, 

t X Jf'^ 
transverse strength of plate = 48. 

d 
Comparing this with No. 2, we have, 

•7854 X (^2 X 21 = —J— X 48, 
when d = 2t we get h = d x *81. 

Assuming this t6 be approximately correct, it follows that the 
ordinary practice of making the distance between the hole and 
edge of plate equal to diameter of rivet gives sufficient strength 
to prevent the plate from breaking by a transverse strain. The 
greater the ratio of diameter to thickness, the less will be the 
proportion of lap required for adequate strength. 

5. The resistance of the plate to being forced out in front of 
the rivet will be equal to the shearing strength of the plate 
multiplied by the area sheared, and may be expressed by 

(3dv 
Y) X « X 21, 

when the distance between the hole and edge of plate = d. 

On comparison, the resistance of the joint to yield in this 
manner will be found much greater than the resistance to any of 
the other modes of fracture we have considered, consequently 
such a fracture as shown in fig. 12, is seldom, if ever, met with. 
The fractures most frequently found in boiler work are those 
from the hole to edge of plate. They are in most cases the 
result of careless workmanship and brittleness of plates, except 
when they occur in the seams over the fire, when they are 
mainly produced by the contraction strain acting, at right 
angles, and by the girder strain thrown on the plate between 
t^e bole and edge by the permanent contraction due to the 
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alternate heatiDg and oooliDg. A large lap is more liable to 
fracture in this manner than a small one, and a thick plate 
than a thin one, in positions where sndden variations of tempe- 
rature occur. In a line of riveted work a few holes may 
become fractured, or a few rivets crushed, by having to bear an 
undue amount of the strain, which is unequally distributed 
along the whole line of rivets in consequence of careless work- 
manship. 

When the plate once 3^eld8 by fracturing or crushing, it is 
evident that the strain will ho longer be at all equally distri- 
buted along the length of plate between rivet holes, but 
becomes concentrated upon the fibres of the plate at each side 
of the rivet. The plate may then be torn in two by a force 
mnch below its breaking weight with the strain equally dis- 
tributed. 

The principles embodied in the above rules, based on deduc- 
tions correctly made from experiments, must be accepted with 
some caution. In most of the experiments the plates wore 
thin, of very good iron, and probably had not suffered much by 
rough treatment, which is, however, not the fate of the majority 
of boiler plates. Many a new boiler is set to work with the 
rivet holes fractured to edge of plate, or from hole to hole, by 
punching and drifting. Moreover, it is the practice to use a 
better quality of iron for the rivet than for the plate in the 
great majority of boilers. This lessens the chance of injury by 
hammering and heating, besides giving a greater tensile and 
shearing strength. 

It may be taken as a rule that, in any but the best class of 
boiler work, the rivet is stronger than the plate section for 
section in new boilers. In old boilers the plates at the joints 
are generally found to be much more brittle than the rivets, 
and the rivets, except at the heads, will escape corrosion where 
the plate may suffer severely. These considerations indicate 
that a larger pitch than the one assigned by the rule given 
should be used. It must also not be forgotten that the hole is 
larger than the enclosed rivet, the diameter of which is usually 
taken in estimating the pitch. It may here be also remarked 
that in increasing the diameter of rivet, the pitch must be 
iu creased in a greater proportion, in order to keep the section 
of rivet and plate equal, for the shearing strength of a rivet 
varies as its sectional area, and therefore as the square of the 
diameter, whilst the section of the plate removed varies oim^V^ 
as the diameter. li foJlowi from thia that, tVie W^^^x ni^ \a^isk& 
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the rivets, the better a^e yre able to retain the gross sectional 
area of our plates. 

The advantage to be gained by increasing the diameter of 
rivet is limited by the expediency of not exceeding the crushing 
strength of the plate in front of the rivet, which varies simply 
as the diamet«r of the rivet. It bas already been shown that 
the plate will fail by cnishiug before the rivet shears when the 
diameter is 2^ times the thickne>s of plate. It may also be 
observed, that by increasing the pitch we rapidly diminish the 
breaking strength of the plate between holes, an the increased 
width allows the plate to stretch more, and concentrates the 
strain on the fibres at each side of the hole. This fact applies 
most strongly to the case of double-fighed butt joints, where the 
large pitch is necessary to bring the sti-ength of the plate up to 
that of the rivets which are in double shear. It also probably 
accounts for the diminished strength found in 'experiments with 
riveted joints, where large rivets have been used with a very 
large pitch to ascertain the ciiishing strength of the plates. 
Such tests cannot be taken as a guide for the strength of joints 
in ordinary boiler work. 

There are, however, other considerations besides the economy 
of material that should govern the proper pitch of rivets. A 
tight joint is of the first importance, for should leakage occor 
corrosion may soon alter any carefully calculated proportions of 
the respective sections in the joint. Indeed, it may be affirmed 
that in the majority of cases the pafety of a boiler depends, in 
the long run, more upon the tightness than the actual strength 
of the joints, since a large factor of safety is usually allowed. 

No one set of rules can be laid down for the pitck of rivets 
which shall be the best under all circumstances of pressure, 
quality of material, liability to oorropion, cfec The following 
table gives a result which agrees pretty olosely with the average 
practice for single riveting in high pressure boilers (up to 
100 lbs) if we take the proportions of diameter of rivet and 
thickness of plate that are given. Tho -diameter of rivet is taken 
as the average diameter of the hole, and not the nett size of the 
rivet shank. 
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la the above table it will be seen that with thin plates the 
diameter of rivet is double the thickness of plate, and this ratio 
diminishes as the plates increase in thickness until with 1-inch 
plates the diameter and thickness are nearly equaL One reason 
lor this is that the difficulty of making a good joint increases 
with the diameter of rivet where the poiut is not closed by an 
efficient machine. With 1-inch and l^inch rivets heavy 
hanuoers are required to upset the iron and elose the hole 
propedy. This at once increased the difficulty of " holding up'' 
and of making a good job. The difficulty of setting by drawing 
or liammering the plates quite dose together to make a tight 
joint also increases rapidly in plates over ^-inch thick, ani 
altogether the quality of the work is not so reliable when very 
thick plates are used. Another reason for diminishing the ratio 
which the diameter of rivet bears to the thickness of plate is that 
with & constant ratio we soon reach too large a pitch to admit of 
keeping a tight joint, if we wish to retain anything like equality 
between section of plate and rivet. 

With 1-inch plattes, in order to retain 60 per cent, of the 
section of the plate whilst making the plates and rivets at the 
joint equal in stvength we should require 24nch rivets at 
•5^^ inches pitch. 

Such a rivet is considered too large for elosiiig up properly, 
unless with the aid of a very powerful machine, and 5| centres 
are too wide to keep tight at even modeiailQ '^i^^'dMt^'^ niV^ 
ordinary workmanship, JRivets of more tYiva \^ Vus^ ^^3Kale.\ftx 
swe seldom if ever employed in boilar work. 
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The third column in the table gives the pitch required for 
equal section of rivets and plate between holes. The fourth 
column gives the pitch required in order to retain 60 per cent, 
of plate at the joint. On comparing these two columns it will 
be seen that in plates from i iuch to \^ inch thick there is no 
great difference between the two pitches. With the thicker 
plates the difference is important. The pitch for 1-iuch plates 
in column 3 only retains 53 per cent, of the plate section, but if 
we employed column 4 the wide pitch would leave the rivets 
with only 36 per cent, of the strength of the entire plate, or 
about 60 per cent, of the plate between holes. Column 3 would 
therefore giv-e a stronger joint than the other. 

The average size of the punched hole in the plate beiug 
usually somewhat larger than the size assigned to it, and the risk 
of injury from punching being greater in thick than in thin 
plates, and also to allow for corrosion or waste at the lap, 
column 5 is given to work to, giving the fiection of the plate 
slightly in excess of that in column 3, and retaining about 60 
per cent, of the section in plates from i inch to -^ inch thick ; 
55 per cent, for plates from |inch to ^ inch ; and 58 per cent, 
for i|-inch and 1-inch plates. 

Where the workmanship is not reliable it will be advisable to 
reduce the pitch slightly, or to increase the diameter of rivet iu 
plates under f inch thick. 

The lap for single riveting should be equal to 3 times the 
diameter of rivet, and never more than 3*3 times the diameter. 

DoiMe-riveted lap joints and hutt joinU with single strips. 
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The pitch given is along one line of rivets. The strips should 
be slightly thicker than the plate, y^g^ inch for moderately thick 
plates, and ^ inch for very thick plates. Column 4 gives the 
pitchy along one line of rivets, required to retain 70 per cent, of 
plate between holes. With 1-inch plates this would make the 
strength of the rivets only about 53 per cent, of that of the 
pierced plate. In order to obtain equal strength in plate and 
rivet at the joint we should require for 1-inch plates 1 j-inch 
rivets at 5^ inch pitch. The difficulty is therefore obvious of 
obtaining a well-proportioned joint when using thick plates, 
with either single or double-riveted lap joints) at the same time 
retaining a good section of plate, and ensuring tightness. In 
using thick plates the best course to follow in arranging the 
joint is to fix upon the widest pitch consistent with tightness, 
employing the largest rivets admissible, and then determine the 
strength of the shell from the section of rivets or plate left 
between holes, whichever may be the weaker. In plates up to 
■^^ thick it is evident that 70 per cent, of section can be main- 
tained with a well-proportioned joint and moderate pitch. For 
plates under ^ inch there is an excess of strength in the rivets 
when using the pitch given. The diameter of rivets might 
therefore with advantage be slightly reduced, to make a tighter 
joint, for high pressures. When the boiler is double riveted 
throughout, ^inch rivets for f-inch and y'y-inch plates, with 
2^ inch pitch, might be used. It is, however, inexpedient to 
have different sized holes for single and double riveting in the 
8ame plate or boiler ; and as it frequently happens that the 
longitudinal seams of a boiler are double riveted, whilst the 
transverse seams are only single riveted, the same sized rivets 
have been used in making the above tables. 

The greatest difficulty in making a well-proportioned joint 
with the same sized rivets occurs when butt joints with double 
(itrips and lap joints come together in the same plate. In such 
a case we must either sacrifice the advantage of having the same 
sized hole throughout the plate, or have a badly proportioned 
joint in one seam or the other. On this account, when double- 
fished butt joints are used in the same plate with lap joints, 
the former may be made single and the latter double riveted ; 
in which case the same pitch and diameter of rivet might be 
judiciously employed, were it not for the difficulty of keep- 
ing a tight joint in the butt arrangement, which necessitates 
the reduction of the pitch, unless the workmanship i& "^Qr^ 
good. 
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Tbe doublB'riveted >lap should be equal <o 6 times the 
diamater of rivet, each line of riveta being Jti&om tho edge of 
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lu double- riveted butt joinls with double o^veriiig stripe, il 
irill bt) Beeo from the anDexed t&bla, on comparing coliiaina 
4, 5, and 6, th&t we cannot avail onrielvea of the full streogth of 
the double riveting when the rivetti are in double aheat, .and 
maitt ba content with 76 and 70 per cent, of section of the 
entire plata with thm sJid thick plates legpectivcly. Smaller 
rivets than J" -shoulil not be employed, unless they are niaile 
«ith much larger heads than is the custom, in order to with- 
stand the elTecti of coirosion. On account of the difficulty of 
obtaining sulfiaiantly strong punches sroHller rivets than those 
^ven for -the thick |datea «annot be recommended. Where 
the holes afe drilled this objection does not apply, and a 
different table may be arranged, commencing with I' plates 
n» they stand and ending with 1" pktes having §" rivets at 
31" pitch. 

Besides the loss of strength^due to the unequal distribution 
of tha strain through the whole thickness of the plates in a. lap 
joint, very thick plates are also liable to be much reduced in 
strength through the body of the plate by injury done iu the 
eKceaiiFO (unount of setting they require where the .transverse 
nad longitudinal seamsjirosH each other, for.this reason. alona 
butt joints abonld always be used at, least for th6 longitudiiuJ 
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seams with plates over f " thick. The width of the strip for 
doable riveting shoald be at least 9 times the diameter of rivet., 
atnd may, with thick plates, be made equal to 10 times the 
diameter, the distance from the centre of the holes to edge of 
plates and strips in all cases being eqaal to diameter of rivet 
multiplied by ^ 



CHAPTER V. 

WELDING. 

The numerous purposes to which wrought iron is applied 
could not be effected without its valuable property of welding. 
It is of the utmost importance that the effect of this process 
on the strength of the material should be properly understood, 
since there are more structures depending on the soundness of 
the weld than on the strength of the rolled or forged bar or 
plate. 

Mr. Kirkaldy made some experiments on the breaking 
strength of welded bars. The results varied greatly, showing 
a loss of from 2 '6 to 43*8 per cent., the mean loss being 20*8 
per ceot., compared with the solid bar, the fracture taking 
place in most instances partly through the solid bar and partly 
through the weld. The loss of strength in four "Farnley" 
1-inch square bars varied from 6 tons to 9^ tons, the original 
strength averaging 28 tons per square inch. With 14 *' Glasgow 
Best Best " bars, varying from 1|^ inch to | inch square, the 
loss of strength varied from f tons to 11 tons, per square 
inch, the average loss being S tons. The original strength was, 
on an average, about 25^ tons per square inch. 

Mr. Kirkaldy found that in heating a bar of Glasgow B. 
Best iron to the welding point, and then allowing it to cool 
slowly, that the breaking strain was nearly the same as that 
borne by another piece off the same bar in the ordinary con- 
dition ; but the ductility of the iron was injured by the high 
temperature and want of hammering. 

Several experiments to determine the strength of welded 
plates have been made, and have given satisfactory results. Of 
these may be mentioned the trials at Woolwich on the strength 
of plates welded by the Bertram process, recorded by Mr. D. 
K. Clark. 

The joints were of two descriptions, namely, the scarf weld 
and the lap weld. The tensile atren^th. ^ras found to be 
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"20 tons per square inch for the polid plates, i, -^^y and f inch 
thick. Taking the strength of the entire plate at 100, that of 
the scarf weld for the -^^ and f plates was respectively 106 
and 102. The J-inch weld proved faulty. The results from 
the lap weld, as might be expected from the unequal distri- 
bution of the strain at the joint, were not satisfactory, being 
respectively 50, 69 and 66. This makes the absolute strength 
of the two lap welded joints alike for ^- and J inch plates, the 
^inch plate having only ^ of the strength of the entire 
plate, whilst the | plate has f the strength, which may be 
accounted for by the more unequal distribution of the strain 
with the thicker plate. The meagre information respecting 
the fractures, and Uie fewness of the tests with each variety of 
weld and thickness of plate detracts very much from the value 
of these experiments as a standard for general use. 

Mr. Kirtley, in a paper read before " The Institute of Me- 
chanical Engineers," records the results of some experiments on 
the tensile strength of strips of plate cut across the weld, 
which were taken from several boilers made with welded 
longitudinal seams. The strips were in three sets, 7|- inches 
long, the weld being in the middle of each piece. The follow- 
ing table gives the results of the tests ; the plates were 
•j^^ inch thick : — 

Strength of welded plates. 
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It appears from these results that half of the test pieces 
4>roke in the solid, and not at the weld. 

The avenge loaa of strength of the 2^ wq\^q^ '^'dX^s^ ^^s^ 
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only 12*7 per oent., compared urith the strength laf the 11 
un welded plateB, the worst pieces showicg as defective a weld 
as would occur in practice had 70 per cent, of the average 
strength of the unwelded plates. 

Tbe weld is best made when the edgefi of the plates are 
upset, at a red heat, by hammering or pressure, to nearly 
double their thickness, and bevelled to an angle of about 45°. 
The edges can then be heated 8imultaueou>ly, and the weld 
made by hammerii^ down the Joint to the 43rigiual thickness 
of the plate. 



CHAPTER VI. 

CONSTRUCTION OF BOILERS. 

Since the plates are stronger lengthways than crossWays, 
they are generally arranged in a cylindrical boiler shell, with 
the Sbre ranniug <;ircamferentially) in which direction they are 
best disposed to resist the greatest strain due to th^s internal 
pressure. But o^ng to the greatest strain in elternally fired 
hoilers being along the bottom in a longitudinal direction from 
the sudden contraction caused by a rush of cold air, or by the 
delivery of cold feed water on to the bottom plates, some eDgineer» 
prefer to arrange the plates with the fibre running lengthways 
along the boiler. By this arrangement the bottom plates are 
also more easily replaced, a circumstance of some importance 
with hard-worked externally-fired boilers, in which the furnace 
plates require frequent renewal. In order to avoid the great 
inconvenience and sometimes danger from the constant frac- 
turing of rivet holes, especially in the transverse seams over 
the fire, it is best to make the furnace plates of externally fired 
boilers sufficiently long to keep the first ring seam Away from 
the influence of the entering cold air, and at the same time to 
Bet the boiler so that the end seams do not become intensely 
heated. This arrangement necessitates the use of a very large 
furnace plate, ^ince the width must be sufficient to keep the 
longitudinal seams also out of reach of the fire and entering 
cold air, which have a much less effect on the single than on the 
double thickness of plate that occurs at the lap joints. 

In short boilers, such as many of the useful little vertical 
class, the plates are most easily Arranged in one length, with 
their fibre in the direction of the height of the boiler, thus 
saving the work in one ring seam. In all such cases where tlie 
plates are arranged lengthways along the cylinder, it is advisable 
to allow a greater margin of safety than when the plates are 
arranged lengthways round the cylinder. 
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Wherever a ring seam occurs the longitudinal seams should 
be made to break joint, for the sake of obtaining the increased 
strength due to this arrangement. This necessitates the thinning 
away of the inside plate comers where the overlap occurs. In 
order to avoid the labour that this involves, which is considerable 
when thick plates are used, the plates are very often arranged 
to break joint by one or two rivets only, as shown in fig. 9, 
page 74. This arrangement is but little stronger than having 
the seams in one line, from end to end, and should never be used. 
It however saves the hammering that thick plates with lap 
joints have to undergo to make them fit at the ring seams, 
where the longitudinal seams break joint, which must in many 
cases damage the iron considerably, and to avoid this, as well as 
the anequal distribution of strsdn involved by the use of the 
lap, the longitudinal joints at least should be made with double 
butt strips, in using thick plates. 

The courses or belts of plates that make up the length are 
usually arranged conically in stationary boilers, with the out- 
side lap facing backwards. When the boiler is set slightly in- 
clined towards the front end, this arrangement of ih» plates 
facilitates the draining of the water and sweeping out at the 
boiler bottom towards the front, where the dirt is usually 
removed. This advantage is greatest in internally fired 
boilers, which are difficult to clean. In externally fired boilers 
this arrangement of the ring seams saves the edges of the 
plate from the direct impingement of the flame, which takes 
place when the outside laps face the front. It is, however, 
more liable to interfere with the free contraction of the shell 
on the brickwork, which acts from front to back, and which is 
of more importance than freedom of expansion, the former 
being more sudden than the latter. 

lu long vertical boilers it is customary to arrange the ring 
seams with the inside lap facing downwards, so as not to leave 
a projection for the incrustation to lodge upon. With the 
Fame object in view, some engineers also insist upon the longitu- 
dinal seams at the sides of locomotive boiler shells being 
arranged with the edges of the top plates inside, as they con- 
sider the liability to groove is increased when the edge of the 
inside plates face upwards, to form a ledge for the incrustation 
to accumulate upon. 

In locomotive boilers the belts of plating are nearly always 

arranged parallel, and of late it has become the practice with 

many iftakera to arrange them tele&coi^lc^allY with the largest 
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diameter at the firebox end, to which the sludge is drained 
for removal at the mudholes. This arrangement also allows 
room for a slightly wider firebox ; it also facilitates the arranging 
of the tubes, and, in many cases, tends to prolong the life of 
the firebox. 

Of late years it has become the practice with the best makers 
to use larger plates in the shell than formerly. In stationary 
boilers the size is usually limited by the weight the manufac- 
turers supply the plates at, without extra charge, which, as a 
rule, is 4 cwt. for plates of good Staffordshire quality. The 
greatest width, without extra charge, is usually about 4 feet, 
aud the length is arranged to keep the weight of the plate 
within 4 cwt. ; but many engineers wisely prefer to incur the 
extra cost of using larger plates, and so reduce the number 
of seams and consequent risk of leaky joints and rivets as 
well as of grooving. Locomotive boiler barrels are frequently 
made with plates long enough to necessitate only one longitu- 
dinal seam in each belt of plates, which should be placed above 
the water level, where it is not liable to groove. In some 
oases the longitudinal seams are welded, and the ring seams 
made with outside covering strips. In order to still further 
increase the strength of the boiler where there are no external 
flues, strong wrought-iron rings are shrunk on at mid-length of 
each belting. To compensate for the strength lost by cutting 
out the rivet holes, plates with thickened edges are sometimes 
used for locomotive boiler barrels. As the thick edges are in 
the direction of the length of the plate, they can, unfortunately, 
only be used for the ring seams where the additional strength 
is least required in well-designed locomotive boilers. 

The strength of the cylinder and sphere has already been 
eiamined, and the resistance of flat and cambered surfaces 
partially discussed. In boilers of even moderate diameter, and 
under ordinary pressures, the flat ends of ordinary thickness 
are so weak, if unstayed, that the bulging out would be ex- 
cessive, and would consequently tend to act with a considerable 
leverage, and wrench off the rivet heads securing the plate to 
the iMirrel, if attached in the ordinary manner by angle irons. 
The alternate bulging and straightening of the plate produced 
by the varying presnure in the boiler would also tend to pro- 
duce fracture through the line of rivet holes, or work open the 
fibres of the iron along the line where this action is most felt, 
and which is generally along the inside edge of the auj^l^ yc^tv.^ 
or at the angle iron root, producing leakage^ ^tooVwx^^ ^\k.^> 
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ultimately^ fracture, which are treated of in the chapter on 
" Wear atid Tear/' 

It may be here remarked that the mode in which a fiat, 
dished or cambered end plate is secured to the barrel materially 
atfects its capability of rei^isting the effect of the iotemal stress 
upon it. Hie modes adopted are by angle iron, either internal 
or extemid, or by flanging either the barrel or end plate. 

Whert? stiffness is not required near the circumference of 
the barrel, as, for instance, where it is desirable to leave room 
fot the plate to spring, in the case of internally fired boilers, 
the angle iron should be applied outwardly, or the barrel 
flanged outwardly, to receive the end plate. 

As a rule, the flauged arrangements are less liable to grooving 
than when angle irons are used, and form the best mode of 
attachment, provided the plates ao-e not too much reduced in 
thickness when the flanging is outward. In Cornish and Lan- 
. CAshire boilers, it is the custom to attach the front end plate with 
outside angle irons, and the back end with inside angle irons. 
The crowns of vertical boiler shellsare usually attached by flanging 
cir by inside angle irons. Where, however, in long boilers the in- 
ternal flue tubes are not more than 5'' or 6" from the side of the 
barrel, outside angle irons should be used to allow the end-plate 
to spring. 

In small vertical boilers sufficient strength can be given to 
the end-plate by dishing it, which removes the necessity of 
staying it further than with the flue tube. In cases where 
there is ja cluster x)f «maU tiibes, the crown is best made flat 
for facility of tightening the tube ends, and in most cases 
sufficient strength can be given to this plate by increasing its 
thickness within moderate limits. 

With a view to strengthen the furnace crowns of small vertical 
boilers, they are usually made with considerable camber. In 
many cases, however, this camber renders the plate too stiff and 
unable to spring without producing grooving ; a certain amount 
of play should be allowed, in order to accommodate the ex- 
pansion and contraction of the flue tube or tubes. 

Various methods have been devised for securing the internal 
furnaces of vertical boilers to the bhell. The flrst that suggests 
itself is the old-fashioned solid ring, made out of a rectangular bar 
of iron. The depth of this ring should never be less than its 
width, as the pre.ssure on the crown has a tendency to upset it. 
When the ring is shallow, the upsetting action frequently produces 
grooving in the shell plate, round t\i© to^ o£ tke ring. When 
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ihese rings are more than 3'' wide, and of equal depth, they 
f&honld be double riveted, to prevent leakage aiid grooving, if 
they have to carry a great load. There are more than half-a- 
dozen other methods, but which do not call for remark. 

We shall now consider the various means used to strengthen 
flat and cambered surfaces, such as screwed and riveted bolts, 
stiffening ribs, girder stays, gussets, <S:c. 

The difference in strength between screwed and unscrewed 
bolts, according to Mr. Kirkaldy, is influenced by the manner 
in which the dies act upon the iron. Old dies have a harden- 
ing effect, which raises the breaking strength at the expense of 
the stretching, when compared with new dies or chasing tools, 
which cut cleaner. The average tensile strength of a screwed 
bar, 1" and above in diameter, may be taken at 20 tons per 
square inch of the unscrewed section. It has been frequently 
assumed that bolts of small diameter — -f" or ^", are superior 
in strength, section for section, to those of 1^" and above ; 
but recent experiments do not bear out this assumption — at 
least, not to the extent asserted, some 50 per cent. 

In order to preserve the original strength of a tie bar, as 
well as to facilitate the operation of screwing it into the plates, 
it is customary to increase the diameter of the screwed por- 
tions. This also acts advantageously in allowing the bar to 
i^tretch when strained severely. A bar of (wdinary quality 
and of uniform section throughout is found, under tension, to 
stretch considerably before breaking. The degree and regu- 
larity of the stretching depends principally upou the quality 
of the material If, however, the section of the bar be 
diminished in one or more places, the effect of the strain and 
consequently the stretching is confined to the^^e weaker por- 
tions, so that a bar with a narrow groove, like the thread of a 
Kcrew, cut in it, scarcely stretches at all before breaking. It 
is for this reason that screwed tie rods, without swelk-d ends, are 
sometimes found to snap suddenly under severe strain, usually at 
the end of the screwed portion to which the stretching is 
confined. When the ends are thickened for screwing, so that 
the diameter at the bottom of the thread exceeds that of the 
rest of the bar, the stretching is no longer contined to one part, 
and the bar is better able to bear a sudden strain. 

The practice of turning the thread off the middle portion 
of locomotive firebox stays, or of swelling the diameter of 
the screwed ends, is sometimes adopted to lewd^t tV^ %\.v^^ 
more BexibJe, and consequently better aVAe \.o \Mi«x V\Ni>EiQw^^ 
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iujury the awkward transverse strains thrown upon them hy 
the greater expansion of the inside firebox compared with 
that of the outside shell, which, in course of time, readers 
the iron stays in the upper parts of the box exceedingly 
brittle and liable to snap. Another advantage claimed for 
this plan of turning off the thread is that the even surface 
of an iron stay withstands the corrosive action of the water 
better than when it is screwed. For durability the stays of 
locomotive fireboxes are better made of copper, especially 
those that are in contact with the mass of incandescent fueL 
With firebox plates not more than -y^" thick, the thinnest part 
of the stay, or the diameter at the bottom of the thread, 
should not be less than ^" when copper stays are used, or 
else they are liable to bend in hammering down the ends. 
This applies to stays even as short as 3'' between plates. 
With stiffer stays of iron the smallest diameter may be ^'\ 
On the other hand it is not advisable to make these iron stays 
larger than lY outside diameter, with -^^ plates, as the exta 
amount of hammering involved in knocking down the ends of 
thicker bolts, with ordinary care, is liable to spoil the threads. 

In using water containing certain salts, the use of copper 
stays is sometimes accompanied by a rapid corrosion, which 
appears like countersinking of the inside of the iron plate round 
the bolts. This is usually ascribed to galvanic action. The heads 
of copper stay bolts should, in consequence, be made larger than is 
the usual practice, as, too often, little or no thread is left to 
depend upon. 

For plates less than |^ inch thick, the number of threads on 
the bolts' stay should not exceed 11 or 12 to the inch, im order 
to get a good hold when screwed into the plate. When the 
stay is not screwed into the plate it is usual to secure the ends 
with nuts and washers, which should be applied to both sides 
of the plate, to insure tightness or freedom from leakage. 
The thickness of the nut is usually made equal to the diameter 
of the screw. This allows a margin of strength to compensate 
for badly formed and loose threads. It has been found that 
where the thickness of the nut and diameter of the screw are 
as f to 1, threads of ordinary pitch, if well made, and a good 
fit, will not strip before the bolt breaks. 

Besides being screwed into the plate and having the end 

riveted over, or passed through the plate and secured by nuta 

and washers^ longitudinal and other stay bars, which may be 

either square or round, can be aecuxed. V> ^V> ^la^t^a by means 
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of pins, bolts, or cotters passiog through angle irons or T irons, 
whidi impart stiffbess to the plate they are riveted to. The 
practice of securing them by cotters and saddle plates is not so 
common as it was a few years ago. When pins or bolts are 
used they should always be arranged for double s^ear, either 
by forming double eyes upon the ends of the stay which 
clip the T iron, or by forming a siugle eye on the stay and 
placing it between two angle irons through which the pin 
passes. 

In proportioning the sizes of the stay bar and its bolt so that 
they may be of equal ultimate breaking strength, the diameter 
of the bolts will usually be too small to afford sufficient bearing 
larfaoe in the angle or T iron, which, except in locomotive 
boilers, seldom exceed I" in thickness, and soon fail by crippling 
or bulging. In order to increase the bearing surface on the 
angle iron and at the same time to impart additional stiffness 
to the structure, Y ^^ i'' plates about 6" wide are frequently 
riveted to these end angle irons in stationary boilers. Instead of 
URing a very large single bolt to ensure sufficient bearing sur- 
face, it is better to forge a good deep T end upon the stay bar, 
which can be secured to the angle irons between which it is 
placed by three or four bolts of moderate diameter. 

A defect often met with in staying the ends of boilers is the 
omission of cotters through the pins when double eyes and 
single T irons are used. This omission allows the double eye 
to open out under strain, when it acts upon its pin with con- 
siderable leverage and bends it. These pins are sometimes 
found bent to an angle of 90° and totally inoperative. When 
the stay is secured by cotters and saddle irons care should be 
taken to make the cotter of sufficient depth, since it is usually 
by its bending that this system fails. The hole through the 
saddle plate should not be cut larger than is absolutely neces- 
sary to let the stay pass, which is usually square. 

When the flat surface is of small area and the pressure is not 
greaty stays or tie bolts are sometimes dispensed with, and stiff- 
ness is imparted by simply riveting angle or T irons to the flat 
plates. These are disposed radially or in which ever manner 
they can best be applied to take the strain, according to circum- 
stances. This mode of strengthening the ends of cylindrical 
boilers is very inefficient, and is unfortunately but too often 
employed. Numerous cases have occurred where it has been 
the source of much annoyance and loss. It is \x<E^Qvi c^VAfik^^ Vj 
maken to stare expense, or by those who Yiave ex.^QTV£ii<c^^ 
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trouble from grooving and other evils caused by an iu judicious 
application of gussets or other stays. 

It is sometioies argued that if the ends be prevented from 
bulging by stiffening ribs, any further staying t(x the shell or 
from end tj end is superfluous, as the rivets securing the end 
to the shell are sufficient of themselves to prevent the end from 
being'torn off. This argument can, however,, only apply tea new 
boiler, for it is found that the ever-varying strains to which the 
flat surfaces of boilers are subjected, often in the course of time 
seriously aflect the strength of these stiffening ribs however well 
they may have answered at first. Ca-es have occurred where 
T iron ribs on the ends of internally fired boilers have beoome 
crippled with the working pressure after a few years' use, and 
yet bhowed no permanent set when the boiler was tested by 
water at double the pressure when new. In the cases referred 
to, the T irons were not injured by corrosion, which would have 
caused them to fail much sooner. The loss of strength can only be 
ascribed to the injurious effect of the contimially varying strain. 

The circumstance appears to be sometimes overlooked that 
the pressure against a flat end plate merely stiffened and not 
stayed, exerts an awkward strain on the vivets and heads at- 
taching it to the shell angle iron, and a trying transverse strain 
on the plate at the line of attachment, in consetjuence of which 
plates strengthened in this manner often fail from tearing 
through the line of rivet holes. 

It is only in cases where the diameter oi the boiler is very 
small, or the pressure very low, that stiffening ribs are to be 
recommended. In some instances 'they can be advantageously 
applied as auxiliaries to longitudinal and gusset staying. 

In boilers of considerable length, say 2.0 feet and upwards, 
it is necessary to support or suspend the longitudinal stays, and 
unless they are secured by nuts at one end at least, they should 
be divided at mid length and provided with a double socket and 
two cotters to draw them taut. It is of the first importasce 
that the arrangement of longitudinal staying should not inter- 
fere with the efficient cleaning or examination of the inside of 
the boiler. But in too many cases the stays are made so small 
in section and consequently many in number as to render it 
quite impossil:)le to reach all parts of the boiler. For facility 
of cleaning and examination as well as for efficient staying, gus- 
sets should be used in preference to any other method for 
strengthening the fiat ends, unless the boiler is of such small 
length compared with the diameter &a to xewdsc the applioatioa 
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of efficient gussets as great an impediment to cleaning as longi- 
tndiual staying. 

In all cases where single gusset plates are used they should 
be secured to the shell and ends by double angle ii*ons with the 
riyets in double shear, and not by single L irons or X irons with 
the rivets loosely inserted and acting with scarcely any effect. 
Double gusset plates and T irons are not to be recommended 
owing to their greater expense, when single plates aud double- 
angle irons can be made to do as welL Some makers set and 
fix their gussets to the shell before the end plate is attached. 
This enables the gusset to be made of one plate. When, how- 
ever, the gussets are applied subsequently to the fixing of the 
end plates, they require to be made in pieces sufficiently narrow 
to admit of their introduction through the manhole. The 
former of these methods requires greater skill to make a good 
job, but forms a better stay than the latter. When the stay 
consists of a single gusset plate, and where its length and 
strength of attachment on the shell side is sufficient to resist 
the tendency of the strain to move it in a longitudinal direction 
or to turn it on a point near the oomer formed by the end 
plate and shell, it will fail by crippling at the rivet holes, or by 
shearing the rivets securing the plate to the end, or by drawing 
oif the rivet heads securing the angle irons to the flat end, which 
most therefore be made sufficiently strong to bear the strain 
where most severe, which will be at the centre of gravity of the 
sector when the gusset is arranged radially. 

When the stay consists of a gusset plate aud diagonal plate, the 
strength of the latter must be considered separately as a diagonal 
stay. It may, however, be remarked that a considerable portion 
of the strain that would otherwise come upon the diagonal plate 
IS distributed by the angle iron over a portion of the gusset plate; 
and where the edges of the two plates are also butted well to- 
gether the whole stay may be considered as a solid gusset plate. 
There can be no doubt that where applicable a gusset forms 
the best stay, especially in cases where it is of great depth, 
which enables it to act effectively over a great length of plate. 
In the event of the end plate giving way through the rivet 
holes or along the edge of the angle iron securing it to the boiler 
■hell or flue tubes, the gusset plate if well secured would be 
more likely than any other kind of stay to hold the end plate 
in its place and allow the pressure to diminish gradually through 
the rent formed, instead of blowing the plate Q!Cvixv^<&X^^ ^^^ 
and causing a viohut explosion. 
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In cases where considerable pressure is used, it is advisable 
to exteud the length of the gusset along the shell and secure it 
to the second belting of plates, and not to the first only, which 
is the usual practice. Long, plain, cylindrical externally fired 
boilers being liable to break their backs, should have their ends 
tied together with stout longitudinal plate or bar-stays properly 
suspended or supported where necessary. These stays are not 
so much intended to prevent the occurrence of transverse seam 
rips as to prevent the two ends flying ofif in opposite directions 
if a transverse rent should occur, and so far are meant to pre- 
vent an explosion, or at least to greatly mitigate its effects. 

Straight furnace tubes attached by angle irons or flanges to 
flat plates and small tubes riveted over at the ends may be 
regarded as stays for the plates they unite. When, however, in 
the case of a cluster of small tubes the plates are thin and of large 
area the tubes alone cannot be depended upon, even when ferruled 
and riveted over at both ends, and their efficiency as stays should 
be increased either by prolonging some of them beyond the plates 
and screwing nuts on their ends, or by ioserting at proper dis- 
tances longitudinal stays secured by nuts both inside and out. 

It must be remembered that in longitudinal tubes heated 
internally either all round their circumference when vertical, 
or only on their upper surface when horizontal, the greater 
expansion of the tube compared with that of the shell, throws 
a severe strain on the end attachment and stays, over and 
above that due to the pressure. This happens only with tubes 
of too large a diameter compared with their length to acconuno- 
date themselves to the expansion by bending, and it is only 
after the expansion due to the heat has been allowed by the 
bulging of the end plate or stretching of the shell and fftaysy 
that the tube can be regarded as a stay at alL It is, therefore, 
obvious that such tubes should have freedom to expand and 
contract without throwing undue stress on the rest of the boiler, 
which is best effected by imparting to the end plates the least 
amount of rigidity oonsistent with safety, which may be dcme 
by keeping all the stays the greatest distance allowable from 
the tube, and by making the flat ends as thin as may be 
expedient. 

' The flat ends of tubular boilers, at least up to 8 feet 

diameter, should always be made in one plate, either solid or 

welded, and not in several pieces, which are so liable to leak or 

groove at the riveted joints. 

The usual method of calculatmg \i\ie i^xe^va^ %iic:iing on stay 
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Fig. 13. 



bolts, is to consider each bolt as sustaining the pressure against 
a certain area of the plate to which it is attached. In water- 
space staying the area is measured by 
the rectangle contained between four 
bolts, as in fig. 13. 

Where the pressure is very great, 
as in locomotive boilers, the strength 
of the plate is not taken into account, 
the whole pressure being regarded as 
borne by the stays. Water-space stays 
should be made to bear at most one- 
eighth or one-tenth their breaking strain, 
or say 4000 lbs. per square inch, to 
ensure sufficient strength being left when tbey are wasfced by 
corrosion. The whole surface of the stay bolt is exposed to the 
corrosive effect of the water, whilst only one side of the plate 
is exposed. 

The size of the stay may be found by the following 
formula :-^ 

«3x P 




A = 



4000 



where A = area of each bolt ; s = distance between centres, and 
P = working pressure. 

When the area of the bolts is given, the distance of the 
centres can be found as follows : — 



.-v/- 



4000 X A 



In determining the diameter of stay, it is usual to make it 
twice the thickness of the plate. 

To render the inside of locomotive and similar boilers more 
accessible, the end plate stays are sometimes arranged diago- 
nally and secured to the shell, and in various other descrip- 
tions of boilers diagonal stays are used instead of longitudinal. 
These diagonal stays should never be attached to the inside 
ftimaces or furnace tubes, where they are liable to cause trouble 
by their tendency to arrest the expansion and contraction of 
the plates. The resultant tension is greater on a diagonal than 
on a longitudinal stay, and may be found thus : — 

P 



cosin A 



^ 
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vbere D = tension on diagonal stay ; P = pressare against end 
plate, and A the angle which the stay makes with the direc- 
tion of the pressure against the flat plate. 

In fig. 14, if we make S 
Fig. 14. the distance between the flat 

plate E, and stay attachment 
B = the pressure at right 
angles to the plate which is 
supported by the stay, the 
tension D will be represented 
graphically by the centre tine 
T of stay. 

We are indebted to Sir 
W. Fairbaim for some experiments on iron and copper screwed 
stay bolts, let into copper and iron plates similar to locomo- 
tive firebox staying. 

1st. A ^" iron stay with enlarged head screwed and riveted 
into a f iron plate, failed by breaking through the shank with 
12*5 tons, the screw and plate remaining uninjured. 

2nd. A similar arraugement, but with a copper plate, failed 
with a load of 10*7 tons, the head tearing off, and the copper 
threads stripping. 

3rd. A I'' iron stay with enlarged end screwed into a 
|-'' copper plate, and not riveted, was drawn out of the plate 
by 8 '1 tons, the copper thread stripping. 

4th. A f" copper stay with enlarged end, screwed and 
riveted into a f ' coppper plate, broke through the shank with 
7*2 tons, after stretching ■^^", 

The above results may be arranged as follows :-^ 



Ist. Iron into iron, screwed 

and riveted . 
2nd. Iron into copper, screwed 

and riveted . 
3rd. Iron into copper, screwed 

only .... 
J&. Copper into copper, screwed 
and nVeted . 



Breaking 
weight. 

Tons. 



Strength 

distributed 

over 26" area, 

this would 

give lbs. per 

square inch. 



\ 



12-5 

10-7 

8-2 



1120 
960 
726 
645 



Strength 

distributed 

over 10" area, 

this would 

give lbs. per 

square inch. 



1760 
1500 
1134 
1008 
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The first of these results shows that f " length of screw, sup- 
plemented by a riveted head, is fully equal in strength to the 
bolt. 

Comparing the second and fourth results, we find that an 
iron stay is 60 per cent, stronger than the copper stay, both 
being in copper plates. 

The method of locomotive firebox staying was still further 
tested by the same eminent authority. Two boxes were con- 
structed, each 22" square, haviug 2f " water space between f " iron 
and J" copper plates, stayed with \^" iron stays, having enlarged 
^ds screwed into the plates, and riveted. In one box the 
stays were arranged at 5^' centres. On the application of 
water pressure the sides began at 455 lbs. per square inch to 
bulge outwards between the stays. At 815 lbs. the construc- 
tion gave way, the head of the central stay being drawn ' 
through the copper plate. In the other box the stays were 
placed at 4" centres. The bulging began at 515 lbs., increas- i 
ing to 995 lbs. ; from this to 1295 lbs. the increase of the 
bulging was inappreciable ; it then increased till the pressure 
reached 1600 lbs., when it amounted to one-third of an inch. 
At 1625 lbs. the |^" iron plate gave way by the thread strip- 
ping, and allowed one of the stays to be drawn through. 

In this last experiment the iron plate and not the copper 
one was the weakest, whilst the stays remained sound. The 
greatest stress upon each stay was 9 tons for those at b" centres, 
and 11^ tons for those at 4" centres. The actual breaking 
strength of the stays would be about 16 tons. 

Comparing these last results with the first of the other set 
of experiments, we find the thread in the iron plate 14 per 
cent, weaker under conditions approaching nearer to those in 
actual practice than obtained in the experiment when the plate 
stood sound at 12*5 tons. The btilgiug of the plate may 
account for the decrease of strength, as it would cause the plate 
to be drawn away all round the screw, especially on the 
inside, and would therefore diminish the efficiency of the 
threads. With a similar box, but having the stays at 9'' or 
1 0" centres, it is very probable the bulging would be so great 
as to enlarge the holes, and allow the centre sta}^s to draw out 
without even stripping the threads. 

Whatever value the above experiments may have in proving 
that for similar arrangements the bolt is weaker than the plate, 
and that the usual practice of locomotive firebox ^t«.^YCL% S& 
sufficiently atrongj they afford no sufficient daA.a on ^Vv^ ^ 
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base the ultimate strength of the plates themselyes, as for 
instance when the stays are better secured by nuts and washers 
instead of by riveting over. For want of better information 
we are still justified in proportioning our stayed surfaces 
according to the theory advanced on page 23 — ^that the 
strength of flat stayed surfaces is inversely as the square of the 
distance of the stays, the thickness being constant, and with 
the same distance of stays the strength of the plate varies as 
the square of the thickness, and may be expressed by the 
following formula : — 

where P = pressure, « = distance between stays, c = a con- 
stant, which we may take at 54,000 for iron plates, 7* = thick- 
ness of plate. If we take 6 as the factor of safety, c 
becomes 9000. 

When the pressure and thickness are given, we have. 



8 



=v/ 



¥W 



from which formula the following table of distances of stays for 
different pressures with f •^^" and J" plates is csdculated. 



Pressure In 

lbs. per 
sqiiare inch. 


Centres of stays 
for 


r plates. 


^" plates. 


i» plates. 


20 

80 

40 

60 

60 

70 

80 

90 

100 

110 

120 

130 

140 

150 

160 


lU 

H 
8 

71 

6i 
6 

H 

5 

H 
4i 

4| 

^1 
4 


13 
lOf 

H 

71 
7 

H 
H 

5 

H 


15 
12i 
10| 
H 

8i 

84 

6J 

61 

68 
64 
64 


Dia. of stay 


r 


I" 


U" 
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As the unstayed surfaces are calculated from the centres of 
the stay bolts, instead of from the edge of the head or actual 
point of support, the above table gives a greater margin of 
safety than 6, and the centres may be increased l^'' for f " 
plates ; Ij'' for ■^" plates, and If" for |" plates. The strength 
of the bolts must be increased to correspond with the increase 
of surface ; and instead of the sizes given at bottom of the table, 
they wiU vary from 1 to ll, from 1^ to If, and from 1§ to l| 
respectively for pressures of from 20 to 160 lbs. The increased 
distances can only be relied upon where the stays are secured 
by nuts, or where these are not admissible, by strong, stout, 
riveted heads, not liable to waste away, and not where the 
paltry flat heads so generally used are employed. 

As, however, 1'', 1^" and 1^' are for f", -^^^ and Y plat©8 
respectively, the largest diameter of stay that admits of having 
proper sized heads formed by hammering, without injuring the 
threads, these diameters should limit the widest centres of 
stays, when nuts are not used, at different pressures, which may 
be found by the formula already given at page 99. 



^ 4000 X A 



S 

It may be remarked that the centres of stays in locomotive 
fireboxes are seldom determined by the thickness of metal or 
pressure, 4" centres being the general rule for firebox staying, 
whether the pressure be 100 lbs. or 180 lbs., or the plates be 
•^^" or f". The centres in this case are determiued chiefly 
by the capability of the copper plates in the furnace to resist 
bulging when they become over-heated, which often happens, 
especiaUy when the water is bad. 

The above experiments of Fairbaim were made on plates and 
< stays at an ordinary atmospheric temperature, and cannot 
therefore be taken as a standard for the strength of copper 
plates in a firebox. In treating of the properties of copper, it 
was stated that its strength diminished rapidly with an increase 
of temperature, some experiments having shown that 25 per cent. 
of its tensile strength was lost at a temperature of 500^ When 
the water is very bad, there can be no doubt that the tem- 
perature of the plates rises considerably above this. This cir- 
cumstance accounts for f " and y copper plates stayed at A!* 
centres sometimes failing after two or three years' work^ xind^ic 
a pressure of from J 00 ibs. to 140 Iba. TVie c\L^^<i>\.^x q»1 >^^ 
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failure varies in ao unaccountable manner ; sometimes the plates 
are rent for a considerable length in a straight line between two 
rows of stays, and in some cases, especially when the stays are 
wider apart than usual, or about 6", the bulged plate gives way 
at its apex, the course of the rent being diagoual to the stays. 
The position, also, of the rupture varies in different cases. 
Frequently the crown plate gives way first, which may be 
accounted for by the deposit from the water settling on this 
plate. When the water is very bad, the partial choking up of 
the side and end water spaces, particularly when they are 
cramped, impedes the free ebullition of the water, and overheat- 
ing, as in the other case, en.sues. 

The flat crowns of locomotive and portable boiler fireboxes, 
and of combustion chambers, aire not usually directly stayed to 
the outer shell, like the euds and sides of the fire-boxes, but 
are strengthened by stay bolts aud nuts suspended from wrought- 
iron girder stays, which should be bedded firmly on the tops of 
the end or side plates, but by preference on the former. These 
girder stays are either forged solid, or they are made of two 
plates, with a space between, for the bolts, and are riveted 
together at the ends. To avoid haviug an undue thickness of 
metal, as well as to preserve a water way for circulation, and 
cleaning out, a clear space of at least 1^ inch should be left 
between the roof plate and girder stay. In order to enable the 
stay bolt to be tightly screwed up, without bending the plate, 
it is the usual practice to insert ferrules between the plate and 
stay. Another plan is to forge projections on to the solid stay 
bottom, which serve as distance pieces, and into which the stay 
bolts are tapped from the under side. Both these methods act 
also with advantage in imparting great strength and stiffness to 
the whole. The plate is thus made to act as a bottom flange 
to the girder, and is fixed at the ends, whilst the web is merely 
supported at both ends. The girder is therefore of a compound 
type. For want of sufficient experimental data from which to 
deduce a rule for the strength and stifiness of this arrangement, 
we must confine our attention to the strength of the stay itself, 
using a smaller factor of safety in consequence of the strength 
imparted by the bottom flange. The stay may then be taken 
as a beam, uniformly loaded, and supported at both ends. Its 
strength can therefore be determined by the usual formula, 

W I 
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Where W i= distributed weight, = pressure x aistance be- 
tween girders x length of span i= p x S X ^ 
I ^ length of span in inches, 
c = modulus of rapture = 54000* 
h = breadth in inches. 
d ^ depth yy „ 
p ^ pressure in lbs. per square inch. 

The length of span being given as well as the pressure and 
width between girders, the breadth and depth are the unknown 
quantities usually required. The breadth varies from ^ to ^ 
the depth, and may be taken at jth, which is about the average. 
Taking the fSsictor of safety at about 3^ the formula for the 
depth becomes 






6000 

In girder stays of long span one-fourth the depth will be 
found too much for the thickness, and may be made oue-fifth, 
the depth being increased to correspond. 

As wrought-iron bars under a transverse strain deflect con- 
siderably before they break, the useful strength of wrought-irou 
girder stays must be estimated by the amount of deflection it is 
safe or expedient to allow, and not by their actual breaking 
weight. It has been found that in bars, whose depth is not 
less than about one-tenth their length, the deflection due to a 
load less than that required to overcome the limit of elasticity, 
or about one- third the breaking weight, is trifling, and when the 
strength is proportioned accordingly the bar may be regarded as 
sufficiently stiff. 

When a girder stay of known proportions has been found to 
answer under a certain pressure, it is sometimes useful to know 
how its stiffness is affected by the alteration of pressure, or of 
its proportions. The conditions of stiffness are shown by the 
following formula : 

I = length of beam, h = breadth, and d zz depth^ 
c = a constant quality, and d = deflection. 

From this it is seen that the deflection of a beaTu \% d\t«^\}^ 
as the weight and cube of the lengthy and iuv^i^vA.^ ^% ^^ 
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breadth and cube of the depth. In order to preserve the same 
fitiffnesB, the depth must be increased in the same proportion as 
the length, the breadth remaicing constant. With a constant 
depth the stiffness will remain unaltered when the breadth is 
as the cube of the length, or when &Hs as 2. 

The usual method of staying firebox crowns by girder stays 
has the disadvantage of causing half the load on the crown plate 
to be concentrated upon a few portions of the end plates. With 
a large firebox this load is frequently more than that required 
to crush the copper and produce distortion of the tube holes. 
In order to avoid this and the great size of the stay, necessary 
in very long fireboxes, if arranged longitudinally, the girder 
stays are sometimes arranged transversely. In whichever man- 
ner these stays are placed, too great cai'e cannot be taken to 
make them sufficiently long, and to bed them firmly and evenly 
on the end or side plates, in order that the weight may come 
directly on to these, and be carried by the foundation ring of 
the firebox instead of by the roof plate, which is sometimes the 
case when the censurable plan is adopted of not letting the 
girder stay ends project past the ends or sides, but merely to 
rest on the crown plate, thus throwing the weight on the 
joints, or portion of the roof that is ill calculated to bear .the 
strain. 

In order to relieve the foundation ring of the great strain 
that would otherwise be thrown upon it, some of the girder 
stays are usually secured to the outer shell crown by sling stays 
attached to angle or T irons. 

A plan of arranging the girder stays, adopted to a consider- 
able extent on the continent, is to carry them right across the 
firebox crown, and secure them firmly to the outside shell 
sides, which must bo carried sufficiently high to admit of this 
arrangement. The formula for calculating the strength of 
these stays is that for beams uniformly loaded and fixed at both 
ends. 

Another arrangement is to fix the girder stays in a longitu- 
dinal direction to the outer shell crown. In this case the stays 
usually consist of plates secured by angle irons to the shell, 
with double-angle irons below, to which the firebox crown is 
stayed by bolts in the usual manner. This and most of the 
arrangements of girder staying interfere greatly with the wash- 
ing out and cleaning of the crown, which rapidly wears out in 
consequence. In order to obviate this defect, and at the same 
iJme to get rid of the cumbrous we\o\i\i kii^ !&»»& of these heavy 
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stays the practice isbecomingnow more general of staying the fire- 
box crown to the outer shell like the sides and ends. The 
outer shell crown plate is in some such oases made flat, which 
renders the attachment of the stays more easy, and allows the 
outside plate to spring, and so accommodate itself to the ex- 
pansion and contraction of the firebox, to which it is now 
rigidly attached. Where the outer shell is circular the stays 
require to be arranged to allow sufficient play at the ends of 
the inside crown for the vertical expansion and contraction of 
the side and end plates. 

In order to preserve the cylindrical form, the tubes in the 
best made Ck>ruish and Lancashire boilers are welded at the 
longitudinal joints when made of iron. In using steel and 
where the workmanship of the welding cannot be relied upon 
in iron tubes, butt joints with strips on the water side should 
be used. These longitudinal seams in the furnace plates 
should in all cases be kept below the fire bars, whether the 
joint be lap, butt, or welded. Steel tubes are usually con- 
sidered stronger than iron in the ratio of 6:5. The usual 
means of strengthening furnace tubes by dividing them into 
short lengths is to join each belt, or every second or third belt, 
according to the strength required by T-iron rings, ^'Adamson " 
ring seams, or ** Bowling " hoops. 

In using the first method (fig. 15) which imparts great (some- 
times too great) rigidity to the tube, the flange in contact with 
the tubes should not exceed the thickness of the plate, or say 
i" as a ride, but the perpendicular flange may be made stronger. 
By making the successive belts of plate to butt closely 
together, a practice which is still sometimes stupidly adopted, 
too great rigidity is imparted to the tube, and grooving on the 
water side at the edge of the X-iron flanges is sure to follow. 
Owing to the difficulty of effectually caulking such a joint, 
either in a single or F* 15 

two-flued boiler, when ^* 

a leakage occurs at the 
water spaces, it cannot 
be stopped, and the 
tube must be even- 
tually replaced by one 
of better design. In 
order to ease the tube, 

and to allow of efficient caulking at any time, which casL Va 
done all round the tube on the Are side^ & elea.i %^dA^ ^ ^ 
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least 1" between the plates should always be allowed, as shown 
in fig. 15. This also lessens the liability to overheat at the 
seam by keeping down the thickness of material. To make 
a good job by this mode of streugthening, accurate workman- 
ship is required, as the two lengths of tube which are embraced 
by the same ring should be of exactly the same diameter, or 
the joint will give trouble. 

A better means, however, of strengtheniog than the above 
is the Adamson or flanged seam (fig. 16), which has long been 

used with success. It necessitates 
^^' ' the use of good iron in the first 

place to ensure sound flanging, 
which is, however, sometimes not 
skilfully done, and the plates are 
seriously reduced in thickness at 
the edge. In many boiler works 
this flanging is economically done 
by suitable machinery in one or two heats, which ensures a 
better job being made, and distresses the plate less than 
the repeated heating with the common method, an advan- 
tage of vital importance when steel is the material to be 
operated upon. The strip of plate between the flauges is 
used rather to admit of sound caulking from the fire side, than 
to add strength. The root of the flange should not have too 
small a radius, say not less than -i" in the inside, or the plate 
will be liable to become grooved on the crown by the alternate 
expansion and contraction, the allowance of which is one of the 
advantages claimed for this seam. The grooviDg of the flange, 
which frequently takes place, especially at the end attachment, 
is easily repaired by riveting over it a piece of thin plate. Not 
the least important advantage in this seam is that it keeps all 
the rivet heads and plate edges away from the fire, which 
renders it eminently suitable for a furnace joint. The pressure 
inside the boiler also tends to keep the joint closed. When 
any defect requiring repairs occurs at the joints, either to the 
plates or rivets, in the narrow water spaces at the sides of or 
between the tubes in Lancashire boilers, or at the bottom 
of Cornish boilers, the inaccessible position renders repairing 
very difficult. 

The bowling hoop (fig. 17) in iron or steel is of more recent 

date, and has not been so largely applied as the other tiro 

methods. Its shape precludes the objection of too great rigidity, 

Jbut like the T-iron hoop, it baa tliQ d^d^^aitob^v^ when used 
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to oounect the fdrnace plates, of placing a joint, along with a 
double thickness of plate in the fire. 



Fior. 17. 




Another method of strengthening tabes consists in making 
the contiguous belts that make up the tube of two different sizes. 
The ends of the smaller belts are flanged to a ~]_ shape to re- 
ceive the larger lengths, and these flanges impart strength to 
the tube. 

It has also been proposed to strengthen tubes by making 
them of corrugated plates, the corrugations running at right- 
angles to the axis of the tube. 

In many second-rate boiler works, instead of using any of 
the above means for strengthening the tubes, it is a common 
practice to apply one or more welded or jointed T or angle iron 
hoops (figs. 18 and 19), secured to the tube plates by rivets, 
which should not be more than 6'' centres apart. 



Fig. 18. 



Fig. 19. 




In order to avoid overheating by having an undue thick- 
ness of metal, about an inch water space is maintained between 
the hoop and the tube by means of ferrules, as shown. As 
these have no duty but to act as distance pieces they are best 
made very light, and everything should be done to Vl^«^ \J<aft 
space as clear as ciear as possible to avoid overViea\in^. ^v^^OcSka 
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object in view, T iron hoops should never be employed. Theii 
extra strength is totally unnecessary, and their increased width 
acts injuriously in preventing the escape of the steam from the 
tube surface, and in harbouring the incrustation and deposit to 
a greater extent than the narrower L iron flange. The usual 
size of angle is from 3" X 3" to 2i" X 2 J" x ^". A section of 
3" X 2 V X i" might, however, be used with advantage. This 
would be found quite strong enough, and much lighter than 
the sections usually employed. 

These strengthening rings are frequently found riveted to the 
body of the plate, without any water spaces at all, or with the 
water space so small as to be practically worthless, the circu- 
lation of the water and removal of the accumulated dirt being 
entirely prevented. The result of this practice is overheating, 
the effects of which are unmistakably exhibited in cracked 
rivet-holes and consequent leakage and corrosion. 

It frequently happens that strengthening hoops require to 
be added to boilers already in use, or after their construction 
is completed. In such cases angle irons shoidd be used, and in 
order to get them through the manhole they require to be made 
in halves. In putting these round the tubes their ends should he 
carefully butted together, and secured by double flsh-plates, 
with at least two rivets at each side of the butt They can 
then be secured to the tubes with rivets passed through light 
ferrules, about one inch deep, and at not more than 6" centres. 
In Lancashire boilers, with very narrow middle and side water 
spaces, the perpendicular flange often requires to be cut away 
to clear the shell or the other tube, and care should be taken 
that it clears properly when put on and when the boiler is at 
work, and also that the incnistation does not effectually bind it 
to the shell after working some time. The corresponding hoops 
on the flues of Lancashire boilers should be placed two or three 
inches clear of each other. When these hoops come in contact 
with the shell or with each other, they interfere with the free 
action of the tubes, which frequently leads to leakage, fractured 
rivet holes, and started seams. 

There can be no doubt that the ^'Adamson " seam is the only 
one whose principle recommends it for the furnace end of a 
tube where the joint is unavoidably exposed to the action of 
the fire, and it should be applied in all new boilers to the fumaoe, 
whether the collapsing strength of the tube requires it or not 
However liable to cause slight overheating the angle iron hoop 
majr be, it should nevertheless \>q a^\f^<&d xoxmd the furnace, 
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to all unstrengthened tubes iu use, as a precaution agaiust a 
collapse on a large scale, in the event of the furnace crown 
becoming overheated. 

Cylindrical, conical, oval, and rectangular water- tubes are 
often used as a means of strengthening boiler flue tubes of both 
cylindrical and elliptical section. Where the side and middle 
water spaces are very small in Lancashire boilers, these water 
tubes are preferable to encircliug hoops, as they offer at the 
same time one of the best means of improving the general 
circulation of the water in the boiler, which is always defective 
when the water spaces are less than 4", even with a clean 
shelL To facilitate their application to boilers iu use water 
tubes are sometimes with advantage fixed in a sloping direc- 
tion fore and aft in the tube. The Galloway tube, however, 
offers the greatest facilities of application, besides being the 
best in shape for promoting the circulation. 

Where several water tubes are applied as means of strength- 
ening a cylindrical flue tube, they should be arranged vertically, 
and inclined sideways to break joint, but never quite hori- 
zontally, or in one Hue from end to end. When water tubes 
are used behind the bridge, the furnace itself, when cylindrical, 
should still be strengthened by an encircling hoop, to prevent 
a serious collapse, as already observed. The ends of water- 
tubes should always be flanged for new boilers. Angle irons 
only add to the risk of leakage, but may in some cases be used 
with advantage in old boilers, as they facilitate the application 
of the tube. Some boiler-makers weld-in their water-tubes 
to avoid leakage from joints or rivjets. No doubt the motive 
is good, but when the tube requires cutting out for replacing, 
the welded part also generally requires to be removed, and 
causes a very large hole to be made in the flue tube. 

Water pockets in the sides of the flue tubes are also em- 
ployed to a considerable extent, instead of water tubes passing 
through the centre. They certainly have the advantage of 
allowing a freer passage along the tube for cleaning and ex- 
amination than ordinary 5" or 6" water tubes, which are often 
injudiciously applied only three or four feet apart to tubes of 
even less than 2' 3" diameter, and prevent the passage of any 
but a very small adult ; the cleaning iu consequence becomes 
neglected, and the reduction in the evaporative speed and 
economy of the boiler inevitably follows. 
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BOILER MOUNTINGS, ETC. 

The subject of boiler mouutiDgs may be fitly introduced by 
a few remarks on their proper mode of attachment^ which is 
too often overlooked. 

The first object to be sought is a good joint, which will 
ensure freedom from leakage, and its accompanying evils. At 
the flat ends and flat surfaces, which can be readily dressed up 
to form a good face there need be no difficulty in making a tight 
cement joint, by bolting the mountings directly on to the plate, 
provided that the plate is not liable to bulge by the pressure, 
and the flange to be bolted is not too thin, and the studs or 
bolts are not too few and far between, and not too small to 
admit of the nuts being tightly screwed up. The proportion 
between the stiflhess of the flange and the number and size of 
bolts employed is a simple consideration too frequently not 
sufficiently coni^idered. 

On a carved surface, however, like a boiler-barrel, or hemi- 
spherical end or dome crown, an ordinary cement joint with 
bolt studs cannot be depended upon for tightness. In all such 
cases the mountiug should be attached to a seating securely 
riveted to the plate. This seating may be suitably made of 
cast iron, from a pattern tried on to the curved surface. When 
the aperture in the plate is not of the roughest description, a 
good joint with the plate can be ensured by caulking from the 
inside. But in order to provide against any uncertainty in the 
fit of the casting, and to enable the joint to be caulked on the 
outside, it is sometimes recommended to interpose a layer of 
sheet iron about i" thick between the casting and the plate. 
With careful workmanship and ordinary skill this refinement 
is not necessary. 

In certain cases seatings of wrought-iron, brass, or cast- 
oopper, admitting of caulking vu^idQ diH^ o\xx, ^<i «ji^^Ued with 
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advantage. The surface of the seating, which receives the 
mounting, being flat in all cases^ can be truly faced and a per- 
fectly tight joint insured. 

The form of the seating admits of some little variety, and 
may be left to individual taste and judgment. 

The application of riveted seatiugs is rendered doubly neces- 
sary when the attachment to the plates is concealed from view 
by brickwork or other covering. Yet they are often objected 
to on the score of expense. The outlay, however, in many 
cases would be far better applied iu providing suitable seatint-s 
than in attaching a dome, which in the great majority of cases 
is an useless and cumbersome appendage. 

Where the mounting is attached once for all, there need 
be DO difficulty in making a faced joint tight with a thin tilm 
of cement. But in cases where the joint is periodically broken 
and remade, as, for instance, at the manhole, the faces are 
liable to become uneven from rough usage, and the perfect 
tightness is no longer easily obtained. Cement being no 
longer proof against leakage, resort must be had to cord, 
india-rubber, copper wire, or what is sometimes found to 
answer better than anything with rough faces, namely a piece 
of §" or J" lead pipe carefully arranged, with the ends over- 
lapping within the circle of bolts. An excellent plan of 
making a tight joint is to cut a semi-circular ^-inoh groove 
in each of the two faces, into which a copper wire is 
inserted, with the ends brazed together, and sufficiently thick 
<o keep the faces from close contact when the joint is screwed 
ip. The faces of manhole and mud hole-mouthpieces are often 
lestroyed by attempts to wedge off the covers when these are 
lifficult of removaL The reckless insertion of chisels, &c., 
nay be avoided by providing two tap-bolts at opposite points 
a the cover. On screwing these up against the face of the 
sating the cover is gently but irresistibly removed. 

THE FEED APPARATUS. 

E^ery boiler should be provided with its own independerit 
>ed back pressure valve. In too many cases reliance is 
laced upon the pump valves and the check valve, fitted to 
>me injectors for preventing the water being forced back out 
f the boiler by the steam pressure. Now, in the case of a 
ngle boiler the pump valves may be considered 8k;& «^ %w^vi\feTi\. 
ifeguard agamst the loss of water by tlie waj i\i «ti\.«t^^^M 



114 A TREATISE ON STEAM BOILEBS. 

there be no way of escape between the boiler and the pnmpi 
But it so frequently happens, during the life of a boiler, that 
branches are added to the feed delivery pipe terminating in a 
stop valve, or tap, which requires to be closed and opened by 
hand, whereby a great risk of emptying the boiler is incurred, 
that it is advisable to fit a check valve to every new boiler in the 
first instance. With respect to the check valve on a Giffard's 
injector, its action cannot be depended upon, as it is usually 
inverted, or, at the best, placed horizontally. Boiler feed chedc 
valves should never be placed horizontally, as, when the cIoRing of 
the valve is not assisted by its own weight, the back pressure 
of wafcer from the boiler often fails to make it act. 

When two or more boilers are fed from the same pump, it 
is necessary that each should be furnished with a back pressure 
valve. The system, but too common, of providing each boiler 
merely with a stop valve for regulating the feed has led to 
numerous explosions, from the water being syphoned out of 
one boiler into the other. The presence of a stop valve between 
the pump and boiler should always be accompaDied by a relief 
valve, to prevent risk of bursting the delivery pipe by dosing 
the stop valve with the pump at work. 

There are two descriptions of feed back pressure valves in 
general use, viz. : ball clacks, and mitre valves with feather 
guides. The casing may be made of cast iron, but the valve 
seat and lid must be of brass, or rather gun-metaL Ball valves 
are usually employed in locomotives, as they act more freely, 
are less prone to stick fast, require less frequent renewal, and 
are generally more suitable for the high speed of pump attained 
in locomotive working. Mitre valves are also sometimes used 
for locomotives, especially with injectors, and nearly alwajB for- 
stationary boilers, where they are readily adapted to act also as 
stop valves, by haviug a spindle made to screw down on the 
valve lid, by which the amount of lift can be regulated. A 
common but dangerous practice is to have this spindle attached 
to the valve. By this arrangement its closing can be pre- 
vented, and it is thereby rendered non-self-acting and usdiW 
for a back pressure valve. 

Two common defects met with in the design of back pres- 
sure valves are, 1, the allowance of too much lift, which quickly 
brings about the destruction of the valve and seat, so fiur as 
tightness is concerned, by the hammering action they undergcs 
especially with a quick stroke pump. 2. The delivery branch 
to the boiler is often not kept &\xS&deiiW^ bi^ shove the tsItv^ 
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and the chamber above the valve ia not made sufficiently large. 
This, causing the back pressure to act on the side of the valve, 
instead of on the top, leads to the unequal wear of the seat, if 
it does not actually prevent the valve from closing properly. 
These two defects, which often escape detection, have been the 
eause of endless trouble in keeping these valves tight. One 
quarter-inch left is as much as any valve should have, and in 
many cases ^^" lift should not be exceeded. The average rate 
of flow through the valve is 400 feet per minute, and should 
not exceed 600 feet. In order to diminish the blow on the 
valve, an air vessel is sometimes added, and also a valve for 
the admission of air on the suction side of the pump.' To save 
the pipe from bursting, it is obvious that the size and lift of 
the pump valves should be governed by those of the check 
valve. 

A great diversity of opiDion exists respecting the best position 
for the introduction of the feed water. The usual practice is 
to admit it near the bottom in all kinds of boilers. Whether 
this is theoretically correct with a view of obtaining the maxi- 
mum evaporative efficiency depends upon the description and 
ammgement of heating surface. There are, however, practical 
oonsiderations which completely overrule any supposed or actual 
saving of fuel to be derived from introducing the feed at the 
lowest point of the boiler. When the water enters at a very 
high temperature the results obtained from difference of posi- 
tion will of course be less marked. 

In externally fired boilers the usual plan is to carry the feed 
pipe from the crown down to within a few inches of the boiler 
bottom, which receives the impact of the cold water. The 
natural tendency of this mode of delivery is to lower the tem- 
perature of the plates in the vicinity of the feed pipe ori&ce 
every time the water enters, thus increasing unnecessarily the 
wear and tear of the boiler. When the feed is not heated, and 
the plates on to which it is delivered are exposed to a high 
temperature, this practice is simply dangerous, and is one of the 
most frequent causes of transverse seam rips. Even with feed 
water at a high temperature, say 250% the difference between 
this and the temperature of the plates may still be very great. 

When the pipe is cut short, say two feet from the bottom, 
the injurious effect of the entering water is no doubt diminished, 
but, even in this case, when the supply, sufficient to serve half- 
%-dozen boilers, is concentrated for a time on a svn^Xe X^cr^firc^ 
tiie water must Ibe injected with great force xxpoxi \^<& ^^Nai^ 
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beneath. A plan frequently adopted to prevent the cooling 
effect on the plates is to fix a vessel under the mouth of the 
pipe to receive the feed. By this means the water is also better 
distributed, as it overflows by displacement from the sides of 
the vessel. With some waters this vessel may be made to act 
usefully as a sediment collector. 

In Gornbh, Lancashire and similar boilers, the feed is usually 
delivered near the bottom, either through an aperture in the 
front end plate, or through a vertical pipe from the crown, or 
by the bottom blow-out pipe. This practice appears to be due 
to the prevalent opinion that by delivering the cold feed at a 
high point 'in the boiler the furnace crown seams are liable to 
be started, and that the cold water should be admitted as far 
below the steam as possible, to prevent any condensing effect it 
might produce. In multi-tubular boilers of the locomotive 
type, the feed is admitted at various points in the firebox 
and barrel according to the practice prevailing in different 
localities. 

Kow, in most internally-fired tubular boilers there is a con- 
siderable amount of dead water at the bottom which remains 
comparatively cold long after steam is being formed above where 
the heat is greatest, and it seems opposed to common sense to 
prolong the existence or increase the quantity of this dead water 
by admitting the cold feed at the bottom, where it has a ten- 
dency to remain. By introducing it at a higher point in the 
boiler, the comparatively cold water naturally tends to descend, 
in consequence of its superior gravity, and promotes the circuli^ 
tion by displacement. lu its descent, which may be retarded 
by the circulation, the water becomes heated, and thus tends to 
equalise the temperature above and below, and thereby lessens \ 
the inequality between the temperatures of the top and bottom 
of the shell, which is so destructive to the boiler. 

Another circumstance in connection with this matter, whioh 
is too often lost sight of, is the importance of preventing as much 
of the water as possible from being forced back through the 
feed inlet, in the event of the back pressure valve not acting 
properly — by no means a rare occurrence brought about 
by defective condition, or by the obstruction caused by chips 
or pieces of incrustation lodging on the valve seat. 1^ 
consideration alone should go far to determine the best point 
for the feed delivery, and consequently in the best boiler practioe 
the feed apparatus is arranged to deliver an. inch or two belov 
the lowest water leveL By thk &xtd3i%<&xcie\it the furnace orowDi 
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of inteinall^ fired boilers, and the hot side plates of externally 
fired boilers, are not liable to be suddenly drained dry in the 
event of the feed-check- valve becoming inoperative. In order 
to gaard against any risk of starting the furnace-tube seams of 
internally fired boilers, the feed should be admitted through a 
horizontal perforated pipe, having the end closed , from four to 
eight feet long, placed just below the lowest water leveL By 
this means the water is well distributed, and can have no 
sensible effect in contracting the plates. By making the internal 
feed-pipe of considerable length, an opportunity is afibrded of 
raising the temperature of the entering water before it mixes 
with the water in the boiler. 

In using feed water containing much bicarbonate of lime in 
Bolntiou, the elevation of temperature causes such a rapid pre* 
cipitation of the lime salts, that the perforations become rapidly 
choked up, which leads to serious inconvenience. With water 
of this description, it is advisable to use a short internal pipe, 
only a few inches in length, ending in an open trough, or pipe 
of larger diameter with the upper side cut away. The distri- 
bution of the water is by this means still maintained, whilst the 
liabUity to choke up is to a great extent removed. 

In the locomotive class of boiler it is difficult to apply any 
internal feed arrangement, and experience has proved that from 
the diflSculty, and, in many cases, the impossibility, of frequent 
examination, it is safer to leave them off, in consequence of their 
liability to choke up with deposit. 'J'he same remark applies 
with almost equal force to small vertical boilers internally fired. 
A short pipe, delivering just below the water level, can in all 
cases, however, be attached to the feed-valve, and arranged so 
«B not to inject the water against the furnace plates or tubes. 
The feed inlet should never be placed near the tube plates or fire- 
box plates in locomotive boilers, since the contraction produced 
by the impingement of the cold feed is sure to make the tubes 
leak, if it does not crack the plates. This applies also to cases 
where an injector is used for feeding, notwithstanding the high 
temperature at which the feed is introduced. When the feed- 
Yalve is placed on the shell crown of horizontal boilers, the 
verticai pipe should be provided with a perforated T-pipe end, 
attached so that it can be easily removed for cleaning. In in- 
ternally fired boilers the feed valve is best placed on the side 
€}f the front end plate, where it is most accessible. 

When placed on the shell crown, the valve fthoxM \^ -^vvq-^- 
able from the boiler front by means of geaxing ttoil^XA:;^ vrc«si%«^ 
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to be within reach of the fireman at his post near the furnace 
door and water gauge. The feed supply should always be 
regulated to keep the water level as nearly stationary as pos- 
sible. This can usually be easily managed when the demand 
for steam is regular. It is far better for the boiler than the 
careless but common practice of allowing the water level to fedl 
periodically a few inches and rapidly raising it by turning the ! 
feed full on. The rapid introduction of a large body of cold 
water frequently causes leakage at the rivets and joints, and 
increases greatly the wear and tear oi the boiler, not only by 
suddenly contracting the plates, but also, indirectly, by reducing 
the steam pressure, and necessitating heavy firing, which again 
gives trouble by the priming it causes. 

It is very important that the feed water should be introduced 
into the boiler at as high a temperature as possible, both with 
the view of maintaining an even temperature throughout the 
boiler, so as to reduce the wear and tear arising from unequal 
expansion and contraction, and also to effect a direct saving in 
fuel when the feed is warmed by the exhaust steam or waste 
gases. The mode of estimating the saving to be effected by any 
increase in the temperature of the feed is given on page 308. 
It may be remarked that the value of an efficient apparatus for 
heating by the waste gases is greatest when it is used in con- 
nection with boilers badly proportioned or badly set, which 
allow a great waste of heat up the chimney. 

The feed-water may be heated in various ways. In con- 
densiug engines it is usually supplied from the hot- well, where 
the temperature is usually about 100°. In non-condensing 
engines it may be heated with the exhaust steam, either by , 
surface or injection. The usual plan for heating by surfiice is 
to force the water from the pump to the boiler through a spiral 
or serpentine coil of pipes, enclosed in a suitable casing, through 
which the exhaust steam passes. Another plan is to let the 
exhaust escape through one or more pipes surrounded by a 
narrow annular space, through which the feed is slowly forced 
into the boiler. The objection to all effective surface heaten 
by exhaust steam is their liability to become furred up when the 
water contains a considerable quantity of lime-salts, the deposit 
of which rapidly diminishes the efficiency of the apparatus^ and 
may in course of time prevent the passage of the water alto« 
gether, unless the pipe is sufficiently large to admit the forma* 
tion of a coating thick enough to keep down the temperatim 
of the Trater below the point oi pxecvgi^Ai^ioii. 
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The usual plan of heating by iDJection is to carry the exhaust 
pipe into an open or closed tank containing the water to be heated, 
upon the surface of which the current of steam is directed. By 
regulating the influx of the cold water the temperature of the 
water in the tank can usually be maintained at the boiling point. 
The water may be heated both by the exhaust steam and the 
waste gases, by suitably arranging the annular chamber round 
the exhaust so as to receive the heat from the escaping gases. 
The most effective plan of heating by the exhaust is to allow 
the water in the form of spray to fall from the top of a vessel 
through the ascending current of steauL Where but little 
grease is used in the cylinder, and the water is good, heating 
by injection can be used with great advantage, but where the 
water contains much carbonate of lime or magnesia, the presence 
of these salts, in combination with the grease, leads to leaky 
joints, fractured rivet holes and bulged plates, and other effects 
of overheating, 

There are various plans for heating the feed by the waste 
gases. The water is sometimes led through a coil of pipes 
placed in the smoke-box or external flues. These apparatus 
are usually very efficient at flrst, when they are arranged across 
the current of gases, but their efficiency rapidly diminishes as 
the pipes become coated with soot and flue dirt, which usually 
happens unless the surface of the pipes is kept clean by con- 
tinual scraping. With an efficient apparatus in contact with 
the gases escaping at between 600° and 700^, the feed may 
be heated when the boiler is at work to 250° or more. 

In heating by exhaust steam from a non-condensing engine 
the feed can at the best only be raised to the boiling point 
corresponding to the barometric pressure, or to a temperature 
of about 212°. 

Since nearly all heating apparatus are liable to derangement 
from furring up, and from joints or pipes breaking in inacces- 
sible positions, it is advisable to have a duplicate and reliable 
direct communication between the pump and the boiler in cases 
where the stoppage of the boiler for a few hours is attended 
with great inconvenience. 

SAFETY VALVES. 

The safety valve should be large enough to allow all the 
steam that may be formed in the boiler to escape with. «vv^d!&\i\ 
rapidity to prewent the initial blowing-off px^«&\\xe Wv[i\^ «i> 
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ceeded by more than about 1 2 per cent. The quantity of steam 
generated will depend upon the amount of fuel consumed, and 
the amount of water evaporated per lb. of fuel in a given 
time. These quantities are again dependent upon the size of 
fire grate and rate of combustion, and upon the quality of fuel, 
aud the extent and efficiency of heating surface. 

Instead of estimating by the heating surface it is, however, 
more convenient to take the maximum quantity of water that 
can be evaporated per lb. of fuel in any given boiler, which we 
may take at 10 lbs., whence we have^ 

g^ g X c X 30 _^ gc 
3600 360 

where S = lbs. of steam generated in one second, 
g = area of fire grate in square feet, 
c = rate of combustion in lbs. per square foot of grate 
per hour. 

The velocity at which dry steam at more than 11 lbs. 
above atmospheric pressure escapes into the atmosphere, ac 
cording to Mr. McFarlane Gray, is approximately represented 
as follows : — 

W = T^ 

70 

where W =r weight of steam in lbs. discharged per square inch 
of opening per second, and P = pressure in lbs. per square 
inch above zero. 

In order that the steam may be discharged as rapidly as it 
is formed, the area of the safety valve aperture, or A, must 

be equal to »» or 



A = 



- 9(^ 



514P 



The velocity of discharge will, however, be governed, to 
some extent, by the dryness of the steam, and by the arrange- 
ment of the valve and its adjuncts. If the aperture be not 
sufficient to discharge the steam as quickly as it is raised, the 
pressure will increase, but not indefinitely. By the deva- 
ii^a of temperature and presauTQ ^q ^«iia\t^ of the steam and 
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the rate of efflux will be inci eased, and also at the same time 
the lift of the valve, whilst the load (except with springs) and 
rate at which the steam is generated remain constant, so that 
any increase of pressure due to insufficient size of valve soon 
reaches its limit. 

It might seem reasonable to suppose that when the pressure 
lifts the valve from its seat it would continue to do so until 
the aperture of efflux is equal to the area of the valve, that is, 
until the valve rises to a height equal to i its diameter^ in the 
case of a fiat disc valve. 

It is, however, found that safety valves seldom rise more 
than about xv of an inch from their seats, unless the pressure 
at which they commence to blow off be very considerably ex- 
ceeded ; the diameter of the valve should therefore be calculated t 
for a lift not exceedii)g -^ of an inch. In order to obtain - 
sufflcient area it is better to increase the number than the size 
of the valves when the diameter is as much as five inches. 
The opening for the escape of steam with a conical valve is 
less than the lift ; for a cone of 45°, the decrease is in the ratio 
of 7 ; 10. 

As the extent of heating surface may be considerably in- 
creased or diminished without materially afiecting the evapo- 
rative power of the boiler, those rules for the area of safety 
valves based simply upon the area of heating surface are not 
of much value. Moreover, as the evaporative efficiency of the 
heating surface is not easily determined, the maximum efficiency 
of the heating surface should always be taken. The rules 
based upon the size of fire grate are not generally applicable, 
since the maximum rate of combustion, which must be assumed 
in these rules, varies in different kinds of boilers. 

The valves in common use may be divided into two classes, 
according to the form of the joint made by the lid with its 
seat, viz., disc valves, having a flat-faced joint, and mitre or 
conical valves, with which may be also included spherical 
valves. 

Flat disc valves are guided either by inside wings, central 
spindle, or outside pins. In their favour it is urged that they 
are much less liable to stick fast than conical valves, and when 
this is the circumstance that determines their selection in any 
oase, the outside pin guide arrangement should, in consistency, 
also be adopted. On the other hand, an objection to this clasa 
of Talve is the difficulty of keeping a tight joint at high \^e&- 
%ureB for a reasonable length of time.i Aa. 1^Q.\W^^^>»^*^ 
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is almost impossible to make the joint tight at all with a flat 
face 1 inch or more in width. Another objection is the tardy 
escape of steam past the wide face, the direction being at 
right angles to its flow before reaching the valve, which leads to 
a considerable risae in pressure compared with that at which the 
valve lifts. 

In favour of the mitre valve is the greater facility in keeping 
the joint steam tight when the beariDg surface is not made too 
wide. A mitre ^ inch in width is quite suflicient, and is 
found to answer fur better for valves, at least up to four inches 
diameter, than bearings i or -^^ inch, which are more common. 
The usual and best angle for the cone is 45°. The liability to 
stick fast increases with the acuteness of the angle, and it 
should, therefore, not be less than the above. It is sometimes 
urged against the efiiciency of the mitre that it requires a 
greater lift of valve for a given opening than the flat fece. 
Experience shows, however, that even as usually made, the 
mitre valve does not allow such a great elevation above the 
initial blowing-off pressure in the boiler as the other, the 
diameter of valve, rapidity of evaporation, and the pressure 
being equal in both cases. 

At first sight it might be supposed that the exposure of an 
increased area of valve lid to the reaction of the steam pressure 
as it becomes lifted from its seat, especially in the case of a 
disc valve with wide bearing, would cause the valve to be still 
further lifted, and so favour the escape of steam. This, how- 
ever, does not take place, and can be accounted for by the fact 
of the steam under the facing being in a state of motion, at 
right angles, in the case of a flat face, to the resistance, and not 
a vertical dead pressiire, as it was before the valve lifted. Any 
increase of exposed seating area does not appear to ha^e any 
influence in facilitating the efflux of steam by causing a greater 
lift ; but on the contrary, the increased area diminishes the 
amotmt of escape from a disc valve to such an extent as to lead 
to a considerable rise, in some cases as much as from 12 to 
20 lbs. above the initial blowing-off pressure of 60 lbs. or 70 lbs. 
The excess of area on the top of the valve, above that which is 
exposed to the steam pressure when the valve is on its seat, has 
to bear the additional unbalanced pressure of the atmosphere 
when once the valve is lifted. No doubt this has some influence 
in resisting the rise of the valve, especially with low pressmeB 
and wide faces. In connection with this flat-faced valve, it may 
be mentioned that the cuTioua effect haa been observed of tlM 
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valve lid being rather drawn to the seat than repelled, and 
maintained at a certain distance, which diminishes as the initial 
bio wing- oif pressure is increased. It is by many supposed that 
a valve once lifted will not close again until the pressure be- 
comes reduced in proportion to the increased area exposed to 
the steam when the valve -lid is oS its seat. That this is the 
case to some slight extent there can be no doubt, but not to 
such a degree as is generally supposed. The quantity of steam 
escaping after the pressure has subsided to the initial blowing- 
off pressure is usually only very small, an<l is much less with a 
mitre face or sharp edge than a wide flat face, which does not 
appear to cut oft the current of steam so readily. 

The valve lids are at present guided chiefly by inside wings 
or feathers, or by a central spindle. The former is decidedly 
the better plan, as the spindle is liable to get bent or stick fast 
by corrosion or dirt, which sooner or later insinuates itself. The 
wings are often made too good a fit, and stick fast when the 
valve becomes hot, especially when the casing is of cast iron, 
and the valve-lid is of brass. The method of guiding by outside 
pins is now rarely employed. Spherical valves require no 
guiding on their seat, and are in consequence less liable to stick 
fast, a most important advantage in a safety valve. 

Safety valves are weighted either indirectly by levers, or 
directly by weights or springs. When the valve-lid is pressed 
down by a projection on the under side of a straight lever, an 
awkward lateral thrust is thrown upon the valve, in consequence 
of the centre of rotation being above the point where the thrust 
takes place. By bending down the fulcrum end of the lever 
sufficiently, this lateral thrust can be avoided. When, however, 
the weight is transferred to the valve by means of a pin loose 
under the lever, or secured by a double eye and bolt, the angular 
thrust is practically obviated. Instead of the pin bearing on the 
top of the valve, it is better made to act below the face or joint, 
whereby the angularity of its action is diminished, and the 
weight acts by pulling rather than thrusting, which produces a 
steadier action on the valve. 

Another point in connection with the position of the fulcrum 
is that when the load is transmitted to the pin at a point below 
the oent^re of rotation of the lever, a rise of the valve reduces 
the leverage with which the load acts. This can be practically 
avoided by keeping the point at which the lever presses on the 
pin in the same horizontal line with the axis of rotation. 
Theocatically speakings a feature oommoa to n^axV^ ^ ^\x«ik2j^ 
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lever arraDgements is tliat the levefage is reduced by the end of 
the lever moviiig in an arc when the valve rises. The reduction is, 
however, so slight in most cases as not to be worth considering. 

A serious drawback in lever safety yalves as usually con- 
structed, is the liability of the pins or bolts at the fulcrum end 
to become fast by rusting, or from getting clogged with grease 
and dirt. The liability to corrode may be reduced by making 
the pins, double-eyes, or lever ends of gun metal. But in all 
cases it is better to do away with the centre pins altogether, 
and make the lever to turn on a knife-edge case-hardened, by 
which the friction is reduced to a minimum. 

Lever safety valves, as usually constructed, are easily tam- 
pered with, and readily prevented from operating efficiently, if 
not altogether. It too frequently happens that the lever is 
made much longer than necessary for the blowing-off pressure 
with the weight provided. This allows the attendant, or any 
one actuated by mischief or malice, to increase the pressure in 
the boiler sometimes to as much as 100 per cent, above the 
safe working pressure. In order to prevent such an occurrence 
the lever should always be cut to the length suitable for the 
maximum pressure the boiler is intended to be worked at, or 
the range of the weight should be limited by means of a pin 
permanently fixed in the lever. Sometimes the weight is 
secured to its position by a padlock, which can be removed 
only by the owner, or other responsible person. On the oppo- 
site side of the valve casing to the fulcrum, there is usually a 
guide for the lever to work in, which, instead of being a simple 
fork, is made with the top bridged over. This bridge is in- 
tended to prevent the lever rising sufficiently high to allow the 
valve to be blown away in the event of the weight dropping off 
Such an arrangement should, however, never be adopted, as it 
offers an opportunity of wedging down the lever and valve hard 
and fast, too often taken advantage of by reckless and careless 
attendants, when the valve is not steam tight for want of re- 
grinding, or when the free escape of steam becomes trouble- 
some. The commonest plan of overloading is to add to the 
regular weight, bricks, pieces of metal, or any other heavy 
article at hand by which the safety of the boHer may be en- 
dangered. In order that any overloading may be readily 
detected, only one weight should be allowed on the lever, and this 
should be on the end. To facilitate the operation of regrinding 
the safety valve, the lid should always be provided with a square 
txr canted piece cast on, or other handy means for turning it round. 
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Where the boiler in closely housed in, and inconvenieuce is 
likely to arise from the steam escapiog from the valve, it is 
URuaily led away by a vraste pipe commuuicating with the 
casing round the valve. These box or bonneted safety valves, 
as they are called, add another source of danger in the spindle 
between the lever and valve, which, being made to pass through a 
hole or stuflSng box, is liable to corrode, or otherwise stick fast. 
There should always be a small pipe to draw off the water, 
which, sooner or later, accumulates in the waste pipe, and 
which, if allowed to remain, will not only cause trouble by pre- 
venting the free escape of the steam, but becomes so much 
additional dead weight on the valve. In frosty weather this 
accumulated water is liable to freeze and choke up the escape 
pipe when the boiler is at rest, so as to render completely use- 
less the means provided for relieving the pressure in the boiler. 
When a hole is provided in the bottom of the waste pipe, with- 
out other means for conducting the water away from the boiler, 
the plates near the safety valve often suffer seriously from cor- 
rosion. When it is required to keep the boiler house free from 
steam, the best plan is to carry the pipes or branches right 
through the roof, and fix the safety valves outside the building, 
care being taken that they are in a conspicuous and accessible 
position. The valves in this case should only be of external 
dead- weight construction. 

In order to ascertain the weight necessary to apply at the 
end of the lever to balance a given pressure on the valve, there 
must be taken into account the load on the valve, due to the 
weight of the lever, as well as the weight of the valve itself 
and connections, which forms an increasing proportion to the 
total load, as the steam pressure is reduced) and the amount of 
leverage is diminished. The leverage with which the weight of 
the lever acts is measured by the distance of its centre of gravity 
from the fulcrum. The centre of gravity is easily found by 
balancing the lever on a knife edge, and the weights of the valve 
and lever can be ascertained by actual weighing. 

The resistance due to the weight of the valve and lever is, 
however, best ascertained by lifting the lever on its place, hav- 
ing the valve temporarily attached, with a suitable spring 
balance applied exactly over the valve centre. But as this ia 
done with the boiler at rest, it does not take into account the 
extra amount of friction thrown on the fulcrum pin by the 
pressure, and on the valve guides by the indirect thiuiat oC ^^ 
load when at work. 
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The required weight at the end of the lever is found by the 
following formula : — 

Pig. 20. 
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weight at end of lever, 
dlstauce between weight and fulcrum, 
weight of lever, 

distance of centre of gravity of lever from ful- 
crum, 
pressure in Ibfl. per square inch above atmosphere, 
weight of valve, 
area of valve, 
distance between valve centre and fulcrum. 



When the load is given and it is required to find what steam 
pressure is balanced on the valve, we have 



p^jO^Xg).^(LxW)_^^j^^ 



(2) 



WTien the load and pressure are given, we have for the length 
of lever 



L = {(PxA,-(V.-^)jl 



<S) 



The lever is sometimes prolonged beyond the fulcrum, and 
provided with an adjustable weight, which is set to balance the 
weight of the lever and connections. With this arrangement it 
is advisable to counterbalance the weight of the valve as well. 
The formulae for finding the weight at the end of the lever, <kc, 
are then simplified, and stand thus : — 



PAi 



(4) 



SAFETY VALVES. 127 

w ^ ' 

When the lever is pressed down by a spring balance at its 
extremity, a rise of the valve produces a considerable increase 
of pressure by the increase of extension or compression of the 
spring. It is customary to arrange the proportions of the 
lever so that 1 lb. per square inch on the valve is equal to 1 lb. 
pressure of the spring balance. With this arrangement the lift 
of the extremity of the lever is measured by the rise of valve 
multiplied into its area in square inches. This lift of the lever 
end in inches multiplied by the number of lbs. to the iuch in 
the graduation of the balance, will give the additional load in 
lbs. per square inch placed on the valve by the mere act of 
rising. It is obvious that this additional resistance involves a 
corresponding increased pressure of the steam to obtain its dis- 
charge through the opening of the valve, over and above that 
which is always required to compensate for the loss of lifting 
pressure under the valve due to the motion of the steam at 
this part, and to overcome the resistance offered by the atmo- 
sphere. For example, if we take a four-inch valve, and sup- 
pose it to rise ^^^ inch, this will give a rise at the end of the 
lever equal to 0*05 X 12*56 = '628 inch. If the graduation 
of the spring-balance be 25 lbs. per inch, this will give 
'628 X 25 = 15*71 lbs. per square inch, additional resistance 
to be overcome by the steam in order to get a lift of -^jf inch for 
the escape of steam. 

Since the load pressing the valve down increases as the square 
of the diameter, whilst the area of the aperture increases only 
directly as the diameter of the valve, it is obvious that by in- 
creasing the diameter the increase of pressure necessary to 
obtain a given area of opening increases more rapidly than the 
opening for efflux, or that a large valve will involve a greater 
excess above the initial blowing-off pressure to obtain a given 
area of discharge than a small valve, the spring balance in both 
cases having the same rate of graduation. The increase of 
pressure from the extension or compression of the spring can 
doubtless be reduced to any extent by increasing its length ; 
but in practice the length of spring is limited by circumstances 
of convenience. This Additional resL^tance aX^o oc^\!^x^ ^S^ ^ 



128 A TREATISE ON STEAM BOILERS. 

spring acting directly upon the valve, the decrease in motion 
being balanced by a corresponding increase of resistance in the 
spring. Arrangements to compensate for the increase of resist- 
ance due to the rising of the valve, by reducing the leverage by 
means of a bent lever, have been successfully adopted. 

In graduating the spring balances for locomotive and other 
valves, the proper weight can be found by formula (1), or allow- 
ance can be made for the weight of valve, lever, and connec- 
tions. When the lever is proportioned so that 1 lb. at its 
extremity balances 1 lb. per S(j[uare inch pressure, on the valve, 
or when L = A ^^ 



W 



= P-1 (V + ^0 (?) 



This shows that in graduating the balance we have only to 
make the scale lighter by the amount of load due to the weight 
of lever, valve, d^c, when this has been ascertained. For ex- 
ample, if the constant load is found to be 7*5 lbs., the extension 
of the spring balance produced by 12*5 lbs. weight must be 
marked 20 lbs. ; that produced by 22*5 lb. weight, 30 lbs., and 
and so on. 

In graduating spring balances it is perhaps the rule rather 
than the exception to disregard the load due to the lever and 
valve. It is alleged in support of this practice that the extra 
area exposed to the pressure of the steam when the valve rises 
from its seat fully compensates for any excess of load not marked 
ou the scale. For instance, with a 4-inch valve, having a 
Y^g-inch bearing there will be an extra area amounting to '4 
square inches; this, multiplied by 60 lbs. , would give 24 lbs., 
which might balance the load of lever, valve, <kc., with a stationary 
boiler, but in the case of a locomotive working at 120 lbs, 
pressure, we should have an increase of pressure, on this assump- 
tion, equal to 48 lbs., which is decidedly too much. In fact, 
to carry out this argument we should have to proportion the 
bearing, of the seat to suit various conditions of pressure, size of 
valve, &c. However, the increased exposed area of valve on 
lifting, as we have already noticed, has no material effect in 
facilitating the escape of steam. 

Some makers profess to specially graduate their spring 

balances at the testing of the boiler with water, when the various 

degrees of presanre at which the v&Inq \iit& axe noted from a 
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reliable gauge, and the spring balance scale is marked off ac- 
cordingly. This method has certainly the advantage of taking 
into account the increase of load due to friction at both ends of 
the lever, and an, the valve, if there should be any lateral 
pressure. But it is difficult to reconcile the alleged success of 
this method with the well-known fact that an ordinary valve 
will let water escape more readily than steam at the same 
indicated pressure. This method of graduating spring balances 
would be fiur better carried out with steam than with water. 

Formula {2) gives, approximately enough, the pressure at 
which the valve will rise, when the arrangement, workmanship, 
and condition are not decidedly bad ; but the amount to which 
the steam pressure will rise above that at which it commences 
to escape will depend upon the degree of pressure itself, as well 
as upon the character of the valve and speed of evaporation. 

Directly loaded or dead-weight safety waives, as they are 
called, are loaded either internally or externally. The latter 
mode is much to be preferred, as any attempt at overloading or 
tampering can be more readily detected, and the valve cannot 
be jambed down intentionally by fixing a strut between the 
weight and the boiler crown. The great load hanging on the 
8pindle of an internal dead- weight valve has been known to 
drop oif, or to break the spindle when it has been weakened by 
concealed corrosion. When this happens, the valve is blown 
away, and the discharge of steam and hot water are likely to 
prove disastrous, unless the valve is enclosed in a strong casing. 
The large bulk of metal used for loading a large internal dead 
weight valve is extremely inconvenient inside a boiler. In 
order to prevent the suspending spindle from getting bent by 
any one pushing past inside the boiler, the load should always 
be made free to swing. 

The valve most likely to be found proof against neglect 
and malice is that of the external pendulous dead-weight con- 
struction, known as the '^Cowbum" valve. Being directly 
loaded, it requires very considerable over-weighting to cause a 
seriouB rise of pressure within the boiler ; and the application of 
any irregular weights can be readily detected. Having no 
eross-bars, there is a clear way for the steam to act on the valve, 
which being spherical requires no guides or feathers to stick 
fast. The issuing steam, by impinging on the cylindrical weight, 
assists in lifting the valve from its seat. From observing the 
action of a great number of valves of various descrigtiona^ <\\ftk 
writer has been led to conclude thatthos*^ Oo^\raxix^^ N«2L's^\i^^i^&i^ 
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most sensitive and reliable, and at the same time relieves the 
pressure more quickly than any other valve commonly used. 

For stationary boilers spring balances should never be use<l, 
nor should the ordinary lever valve, in consequence of the facility 
with which it can be rendered inoperative. All spring balances 
for locomotive and portable eugines should be provided with a 
ferrule between the nut and the spring casing, to prevent the 
valve from being screwed down beyond the blowiug- off pressure. 
Sometimes, however, the tliread on the spindle is made just of 
sufficient length to meet this object. In all cases where spring 
balances are used it should be ascertained that the spring is not 
compressed together so that the lever cannot rise, when the nut 
is screwed down as far as it will go, and that there is still 
flexibility enough in the spring to allow the valve to rise easily. 

As all valves are liable to stick fast by corrosion when allowed 
to stand unmoved for a length of time, they should be daily 
eased on their seats. For this purpose, and also in order to test 
their freedom of actiou, valves of the direct-weighted spring 
class, and internally- weighted valves of all descriptions, should 
be provided with a lever or other means to ease them by hand. 
The lever should be so arranged that it cannot be employed to 
assist in keeping down the valve. Many lock valves and others 
arranged so as to be inaccessible and safe against being tampered 
with become fast and useless, and are rather a source of danger 
than otherwise when their efficiency is relied upon. 

No boiler should be allowed to work without at least two 
good safety valves, in case one should become inoperative. 

Some of these observations are repeated, with additional 
remarks on safety valves, in the chapter on Explosions. 

Besides the safety valves above described for preventing any 
dangerous excess of pressure in the boiler by allowing the steam 
to escape into the atmosphere, there are numerous other ex- 
pedients and arrangements in use for checking the rise of 
pressure beyond a certain point. There is, for instance, a plan 
far closing the damper by self-acting machinery on a certain 
degree of pressure being attained. By another expedient, hot 
water is discharged into the fire. But the majority of these 
apparatus are found to be troublesome aad uncertain in their 
action. It may be remarked that discharging hot water from a 
highly-pressed boiler into the fire is liable to prove dangerous 
by scalding, and scattering the burning fuel about the stoke- 
hole. 
In old hoil'TB of very weak oonairaetion it is advisable to 
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have a safety valve opening inwardly, to any excess of atmo- 
spheric pressure that may occur when a vacuum is formed inside 
the boiler — a circumstance of frequent occurrence, and which 
has caused the collapse of several large weak cylindrical boilers. 

LOW-WATER SAFETY VALVES. 

Low-water safety valves are used to discharge the steam and 
relieve the boiler from pressure before the water level falls to a 
dangerous degree, either from neglect in feeding, or from the 
water escaping out of the boiler. 

The arrangements of this description which have proved most 
efficient after loog trial are the two well-known valves introduced 
respectively by Hox)kinson and Kay. Either of these forms a 
most important adjunct to the safety of internally fired tubular 
boilers, from the timely warning they give of lowness of water. 
They are, however, easily tampered with and rendered useless. 
Their machinery, being iutdde the boiler, can be examined only 
when the boiler is at rest. 

There are also numerous other expedients used for low water 
indicators. The simplest being variously designed float and 
lever arrangements connected with a whistle on the boiler. The 
majority of these are liable to get out of order, and have been 
found untrustworthy. 

FUSIBLE PLUGS. 

Fusible plugs, in one or more of the numerous shapes in which 
they are made, are more frequently applied than any other 
means as a safeguard against the collapse of furnace crowns from 
overheating through shortness of water. These plugs usually 
consist of a piece of alloy of tin, lead, and bismuth inserted in 
various manners in the furnace crown. So long as the alloy is 
kept at a comparatively low temperature by the water on the 
one side, it is prevented from melting by the fire on the other. 
But on the water level descending so far as to leave the plug 
dry, it is expected to fuse and relieve the pressure in the boiler, 
and at the same time to extinguish the fire and save the furnace 
plates. 

Notwithstanding the great favour in which they are held, as 
proved by their general adoption, there can be no doubt that 
their efficiency has been much overrated, since numerous cases 
occur every year of the furnace crowns being burnt from, tthj^t^* 
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ness of water without the fusible metal becoming melted. This 
is partially due to the accumulation of soot and dirt that usually 
takes place in the cavity over which the plug is inserted, and 
partially in consequence of the alteration which takes place in the 
nature of the aUoy during long exposure to the heat of the 
furnace. 

There are also numerous instances of the fusible metal melting 
out without liberating the steam pressure. This is chiefly 
caused by the accumulation of incrustation on the metal being 
sufficiently strong to withstand the pressure upon it and pre- 
vent its liberation. The simple plan of screwing or riveting a 
piece of lead or fusible metal into a hole in the furnace-crown 
plate should never be adopted, on account of the leakage that 
often takes place when the plug is slack, which leads to the 
corrosion, patching, and destruction of the plate. Moreover, the 
plug will probably not melt until the crown shall have actually 
become bare. For this reason alone, there should be a provision 
on the furnace plate for the insertion of the plug to keep the 
crown still covered with two or three inches of water after the 
plug itself has been left bare. This is usually done by riveting 
or screwing a seating of wrought iron or gun metal to the fur- 
nace crown, into which the plug of fusible metal is fitted in 
various ways. Oare should be taken to make the mouth of this 
seating at least two or three inches in diameter for the easy 
removal of the soot and for the free action of the heat. 

In order to take advantage of the heat of conduction the area 
of the fusible alloy in contact with the casing is increased by 
making the plug of an annular shape, the middle being filled in 
with brass or copper. The same object is attained by dividing 
the alloy into several small pings let into a large cap fitted to 
the seating. This has the further advantage of increasing the 
number of pieces depended upon for safety. Where the area, 
however, is small, greater care is necessary in keeping the metal 
free from incrustation, a coating of hard scale less than ^^ inch 
thick over a ^-inch-hole being sufficient to withstand a pressure 
of 70 lbs. or 8 Gibs., should the alloy be melted out This is 
equivalent to saying that less than a month's work with many 
boilers will render such a small plug useless. In making a 
selection of the description of plug the nature of the feed water 
should be taken into consideration. With feed water containing 
much carbonate of lime or magnesia in solution, especially where 
grease is present, many of the fusible plugs in use are found to 
ife too eenaitive and cause much trouble by melting, evem when 
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there is still abundance of water over the fomace-crown. In 
such cases the fEdlure of the fusible metal serves as an indication 
of danger from the liability of the furnace plates to overheat. 

To guard against the risk arisiog out of the tendency to 
change in the nature of the alloy, it is advisable to renew the 
fusible metal every three or four months, and only those de- 
scriptions of plugs which admit of this being readily and effici- 
ently done should be chosen. 

It must not be supposed that the steam in an ordinary large-^ 
sized boiler can always be liberated with sufficient rapidity 
through a small hole, say ^-inch or ^-inch diameter, to prevent 
over pressure in the event of the furnace-crown becoming bare, 
and such a discharge of dry steam wiU often have little or no 
effect in retarding the combustion. On the contrary, if we may 
believe the testimony of many firemen and engineers, on the 
melting of the plug, the discharge of steam over a bright fire 
greatly increases the heat of combustion, the appearance of the 
furnace being changed from a red to a white heat. That this, 
under certain favourable conditions, would take place there can 
be little doubt, and it is probably one reason why fusible plugs 
haVe been found ineffective in preventing furnace tube collapse. 
"When, however, the discharge of water or wet steam over the 
fire is large, combustion will be retarded, the pressure relieved, 
and warning of danger given. 



FBESSUBE OAUOES. 

Besides having an efficient self-acting apparatus f(»r pre* 
venting the accumulation of an undue pressure of steam, it is 
highly desirable as a check on the safety-valve and for obvious 
reasons, if not absolutely necessary for safety, that the boiler 
should be provided with a trustworthy pressure gauge for indi- 
cating the steam pressure at ^ny moment. 

The steam-pressure gauges ^most universally employed are of 
two kinds, viz. : 1, the mercurial guage ; and 2, the dial gauge. 
Of the first there are various descriptions, the simplest con- 
sisting of a long glass (J tube -containing mercury, open at one 
eud to the atmosphere, and at the other end in connection with 
the steam in the boiler. The pressure of steam is balanced by 
the column of mercury, the various heights of the column 
corresponding to the steam pressure, being read off on a plainly 
marked scale alongside the tube. When the steam pressure 
exceeds that due to the height of the meicrainsSL ^xixxiii^ 
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measured from ihe top of the tube where it is open to the air, 
the mercury is forced out and allows the steam or water to 
escape. The area of the glad's tube is in most ca«es, however, 
too small to liberate the pressure with sufficient rapidity to 
admit of this apparatus being relied upon as a safety valve. 
Instead of a glass tube one of iron or brass is sometimes used. 
The height corresponding with the pressure is, in this case, 
indicated by a light rod connected with a float on the surflGuse of 
the mercury. 

When the legs of the tube are of equal diameter a fall of 
one inch on one side will cause a rise of one inch on the other, 
the diflference in the level will therefore be two inches, which is 
nearly equal to one pound pressure, or, strictly speaking, is 
equal to 'QSlb. pressure per square inch above the atmosphere, 
or, lib. pressure = 1*02 inches rise in one leg. Hence 
P = L X '49.. .(1), where P = pressure in pounds per square inch 
above the atmosphere, and L = diiFerence in level in inches. 
When the tube legs are of different diameters the pressure is 
readily deduced from the height in the open leg and the ratio of 
the diameters. 

Let h = rise of the mercury in leg of tube open to atmosphere, 

d = diameter of ditto, 

D = diameter of tube in communication with boiler, 

then the descent of the mercury in the tube in communication with 

h (P 
the boiler will be = --■ — and the difference in the levels will 

be L = a(i + ^J <2) 

and P = ;i A + i]^X-49 (3) 

If it be be desired to graduate the scale to indicate directly 
the excess of pressure in the boiler above the atmospheric pres- 
sure, the length of the divisions, calling them inches, can be 
found thus — 

1 
G=— 






By making D very much larger than d when it is required to 
iiicrease the scale for marking small variations of preasare, and 
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the fraction -— becomes very small, it may be neglected, and 

the column of mercury in the open branch measures the excess 
(^pressure. On the other hand, by making d greatly larger 
than D, which is often done for convenience with high pressures, 
the length of scale may be reduced at pleasure. 

The above formula (2) will not, however, give the precise 
difference of level, especially in the last-mentioned arrangement, 
in consequence of the quantity of water that lodges dn the 
mercury in the branch of the tube communicating with the 
boiler. In order to correct the error likely to arise from this 
source it is advisable to fill the boiler branch of the tube full of 
water, and take the point where the mercury now stands at 0, 
and make allowance for the difference. 

As the specific gravity of mercury is 13*6, the difference of 
level when the two branches are of the same diameter will now 
stand h X 1*92 instead of /i X 2. Formula (2) may be 
written — 

d 



L.= h (1 + 0-92 J-^) 



As long as the tube branch is kept full of water this last 
formula will give the correct difference in level. 

In order to avoid the inconvenience of having a long tube, 
the plan is sometimes adopted of closing the end of one branch 
and leaving a column of air in, which resists by compression 
the steam pressure in the other branch. These gauges, how- 
ever, in course of time become inaccurate from the oxidising of 
the mercury and the consequent reduction in the volume of air. 

The inconvenience arising from the ^las:^ in contact with the 
meicury becoming dull, and the liability to fracture, besides 
other disadvantages, especially when steam of high pressure is 
used, have led to the rejection of mercurial pressure gauges in 
favour of metallic or dial gauges, as they are usually called, 
which, although less accurate and reliable, are better liked for 
their convenient shape, facility of fixing, and small cost* 

The " Bourdon" dial gauge, in which the principle of action 
ig the tendency of a curved tube closed at one end to become 
straight when subject to internal pressure, when well made is 
perhaps the best in general use. But since the patent right 
has lapsed many wretchedly constructed and untrustworthy 
articles are sold as Bourdon gauges. 
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In all metallic spring gauges the connectiug pipe should have 
one or more bends in it close to the gauge filled with water, 
which serves to transmit the pressure, and keeps the spring at 
a nearly constant and low temperature. In consequence of 
the large surface of pipe exposed to the air the water in the 
pipe and tube is kept cool, but it has the disadvantage of being 
liable to freeze in winter when in exposed sitaations. 

For convenience of removal or examination when the boiler 
is at work all pressure gauges or their connections should be 
provided with suitable stop cocks to shut off the communication 
with the boiler. Yet, in consequence of the risk of deranging or 
breaking the gauge by suddenly letting on or shutting off the 
pressure some engineers prefer attaching their gauges without 
stop cocks. 

In a range of boilers each should be provided with a separate 
pressure gauge, which should never be placed on the steam pipe, 
or where there is a current of steam flowing past the point from 
which the pressure is taken. . In such situations they cannot be 
expected to indicate the correct pressure. The best positiou 
is on the boiler, or as near as possible, where there is no rapid 
motion of the steam, and where they are immediately under the 
eye of the boiler attendant, but out of reach of rough usage. 

WATER GAUGES. 

The presence of some means of ascertaining with certainty 
the water level at any moment is, with many kinds of boilers, of 
even greater importance than an efficient pressure gauge. 

If, on th<e one hand, the water is too low, there is a danger, 
especially in internally fired boilers, of overheating the furnace 
plates ; and, on the other hand, if the water level is too high, 
there is a risk of priming and other inconveniences. 

The apparatus usually employed for indicating the water level 
are gauge cocks, glass water gauges, and floats. 

Gauge cocks or valves of various designs, too numerous to 
mention, are perhaps the oldest and most generally used means 
for this purpose. They are generally two in number, placed one 
at the highest and the other at the lowest position it is con- 
sidered desirable to have the water level. When the surface of 
the water stands between the two cocks it is evident that steam 
will issue from the upper, and water from the lower, when the 
cocks are opened. To ensure greater accuracy in the indications 
of the water level the number oi cocka may be increased. 



WATER GAUGES. 137 

In flat-ended boilers tbe cocks are usually placed on the front 
end. In order to avoid errors in indication which too often 
arise from the agitation of the water, the cocks are sometimes 
screwed into a hollow tube of brass or oast iron attached to the 
boiler, with its ends opening into the steam and water spaces 
sufficiently far removed from the surface to be oat of reach of 
the violent agitation of the water. In egg-ended and other 
boilers encased in brickwork above the water level, the cocks are 
usually attached at or near the crown. The height of the water 
in such cases is found by carrying small internal pipes from the 
cocks to the levels between which the surface of the water is to 
be maintained. 

For the purpose of obviating the inconvenience arising out of 
the necessity of turning tbe gauge cocks by hand, a great variety 
of glass water gauges have been introduced, by which the water 
level is rendered self-indicating. The oldest and simplest of 
these consists of a glass tube, the top and bottom of which com* 
municate by means of suitable fittings with the steam and water 
spaces re!%pectively. The level of the water within the gla&s is 
taken to be the same as that within the boiler, and is always 
before the eyes of the attendant. To facilitate renewing, 
cleaoiug, or repacking, the gla^;s gauge should always be provided 
with cooks for shutting off the communication with the boiler, 
and also a third cock for emptying the glass when it is required 
to drain off the water and to ascertain if the apparatus is 
working properly. Tbis drain cock should always be provided 
with a waste pipe of ample size, and free from sharp bends, for 
carrying away the waste water from the boiler plates. The 
neglect of this provision often results in severe corrosion of the 
front end-plate of furnace- tube and locomotive boilers. There 
should always be provisions for cleaning out the steam and 
water passages of the gauge when the boiler is at work, in the 
event of their choking up with dirt or incrustation. The 
cleaning can be safely effected by using a suitable piece of bent 
wire. The absence of these provisions is a defect of many of 
the patented gauges in use. A common defect met with in 
most kinds of glass water gauges is the small diameter of the 
steam and water passages. These are seldom more than ^ 
inch, whereas they should seldom be less than ^ inch diameter. 
In the ordinary gauge the cocks are made either as plug taps 
or as packed gland taps, the latter being used for the purpose of 
concealing, but not preventing, the leakage that take^'^V^oi^ Vtb^OL 
the taps are aUoired to get out of ordex. l\i\a>^<^ ^^<Q&\A\fiL\A 



138 A TREATISE ON STEAM BOILERS. 

make the drain cock smaller thau the others, whereas it should 
have the largest bearing surface, being used probably thirty times 
a day, whilst the others are not used more than twice or thrice, 
and frequently not so often. The effect of the present fashion 
of making these taps too small is the dirty condition too many 
boiler fronts are found in, especially when brackish and other 
hard waters are used. These taps often wear unevenly by being 
turned one quarter round and back again every time they are 
used. Taps always wear better when they are turned com- 
pletely round. In order to enable this to be done, and to 
facilitate their regrinding, it is best to make the handle as a 
loose spiudle, with a stop at each end, and working freely in an 
eye on the end of the plug or key as it is called. The handles 
are often made so weak as to be wrenched off without much 
exertion in attempting to turn the cocks. For comfort in 
grasping, the handles may be covered with leather. The method 
of fitting the handle on to a square on the end of the key has 
frequently Jed to the unsuspected emptying of the boiler down 
to the level of the water passage, from carelessly putting the 
handle on at the wrong angle. Such an occurrence as the 
escape of the water through the gauge, in consequence of the 
breakage of the glass overnight, when the fires are banked up, 
can be prevented by shutting off the communication between the 
water passage and the boilers. In ordinary sized furnace tube 
boilers the lowest visible point of the glass should never be less 
than 5 inches or 6 inches above the highest point of the internal 
flues. In some cases it is desirable to increase this distance. 
In consequence of the small steam space in locomotive boilers 
this distance is seldom more than three inches, but the greater 
care with which the water gauge is watched on this class of 
boiI«r renders a less margin of safety admissible. 

In using dirty water, or when a large quantity of soda is in- 
troduced into the boiler, the level of the water in the gauge is 
rendered unsteady and unreliable in consequence of the water 
boiling over through the steam passage. This annoyance is 
easily obviated by carrying a small pipe well up into the steam 
space^ out of reach of disturbance by the ebullition. Glass 
water gauges as usually constructed are not suitable for exter- 
nally fired boilers with a mass of brickwork in front or with a 
wheel draught, unless the feed water is very free from im- 
purities, as the long horizontal steam and water spaces npcessi- 
tnted are liable to become rapidly choked up and to render the 
gauge a source of trouble. To ovc^xcotqa tha difficulty arising 
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out of the long passages, some engineers have adopted the plan 
of attaching a cylinder to the front end of externally fired 
plain cylindrical boilers. This cylinder projects through the brick- 
work and to its flat end the water gauge is conveniently fixed. 

It is always advisable to have two water gauges to a boiler, 
the one being a check upon the other, and acting as a re- 
serve in case of a glass breaking, or any other accident happen- 
ing to a single gauge. As to the best position for the gauge, 
it should be at the furnace end of the boiler, where it is under 
the eye of the attendant. It must, however, be admitted that 
it is here most liable to the disturbing influences that take 
place inside the boiler, which render its indications inaccurate 
and misleading unless proper precautions are taken to obviate 
these objections. 

It has been proposed to insert a piece of glass in the boiler 
front or other accessible position, to enable the water level 
initide the boiler to be directly seen and read off against an 
internal scale introduced for the purpose. It would, however, 
be necessary, at the same time, to illuminate the interior of the 
boiler by means of a lamp shining through another opening. 
Such an arrangement could only be satisfactorily applied to 
waters free from such impurities as would be likely to besmear 
the scale and inside the glass. 

The water-level indicator most commonly used for externally 
fired boilers is the float. The common arrangement of this 
apparatus with its external counterbalance and pnlley is too 
well known to require description. Besides this, there are nu- 
merous other arrangements, some of which have the counter- 
balance inside the boiler, and indicate the water level by means 
of an external index-lever. To the common float is sometimes 
added a whistle, arranged to blow and give warning by self- 
acting gear when the water level descends to a certain point 
beyond which it is considered not safe to sink. The well-known 
defect attending the use of the common float is the liability of 
the wire passing through the stuffing box to stick fast from 
being too tightly packed, or from being bent when the boiler is 
being cleaned out. This wire should never be made of iron, as 
it rapidly corrodes, destroys the packing and allows the steam 
to pass, and then an attempt at tight i)acking is sure to follow. 
Many engineers prefer having the wire not more tban \ inch 
thicky as it is more easily packed without the aid of a stuffing 
box and gland, and does not so easily become ptiCiii«j[\^u\.V3 \^^\i^ 
as a ^^ or 5^* inch wire, so commonly u&ed. 
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In consequence of the difficulty above mentioned in connec- 
tion with the use of glass water gauges, the float is to be 
preferred for pLoin externally fired boilers, but there should 
always be two to each boiler. When carefully constructed and 
not neglected, the float is « reliable water-lev«l indicator, but 
it requires a great deal of atteution to keep it in order. It may 
be placed in any part of the boiler where it is not affected by 
the broken water produced by violent ebullition, and where it 
is least likely to interfere with the cleaning and examination of 
ti&e boiler or circulation of the water. 



BLOW-OtTT APPARATUS. 

The bottom blow-out apparatus is used not only for empty- 
ing i^e boiler, but also for getting rid of some of the dirt and 
sediment in the boiler by discharging a limited quantity of 
water at intervals with the steam up. It is therefore important 
that the apparatus should work freely and be conveniently 
situated. Being placed at the bottom where it can completely 
drain the boiler, it is of still greater importance that its tight- 
ness can be depended upon when the apparatus is shut, as a 
small amount of leakage continued for a length of time might 
involve the overheating of the furnace plates and the destruc- 
tion of the boiler. 

For freedom in working, valves, if properly made, are supe- 
rior to taps even of the best construction, but, as a rule, they 
are not so trustworthy, and therefore should not be employed. 
Valves of nearly every description, whether conical, disc, or 
sluice, have all the same fatal defect, viz., — ^liability to mislead 
when apparently closed. A small chip or piece of incrustation 
getting on the seat of a conical valve will prevent its closing 
tightly when to all outward appearance it may seem quite shut. 
The accumulation of deposit at the bottom of the casing under a 
sluice valve may soon render its closing securely impossible, 
and although screwed down hard and fast the valve may still 
be slightly open. By using care, and counting the number of 
turns given to the spindle in opening and shutting, and mark- 
ing the exact point the handle should return to when closed, it 
may be ascertained whether the valve be closed or not. But 
it is just the exercise of this care that cannot be reckoned upon, 
and the absence of which renders the employment of valves in 
critical situations so dangerous. 

The duty of filling tbe boVlei «ad lighting the fire after 
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cleaniDg, often devolves npon some other than the regolar 
attendant, who, after screwing down the valve concludes all 
is right and tight, and seeing plenty of water in the gauge 
leaves the boiler to itself for an hour or two. The valve 
after all may have been prevented from closing properly by 
some obstruction on the seat. The result follows that the 
water escapes unperceived through the valve, the furuaoe 
plates become drained and overheated, and if there be any 
steam in the boiler the flues collapse or the shell is rent. Such 
cases have frequently happened. From the quiet manner in 
which the water escapes when there is no pressure in the 
boiler, its loss is then more likely to happen unperceived than 
when the boiler is at work, as the hot water in escaping under 
pressure usually makes some audible or visible sign. 

The valve that is least likely to cause deception in not closing 
tightly is a kind of butterfly valve with triangular openings, 
where the flat disc forming the valve-lid revolves on the valve 
face which it is prevented from leaving by a guard, which, how- 
ever, requires adjusting as the faces wear. These valves work 
very freely and are perhaps as reliable as some gland taps. 

With a tap in good order there can be no deception as to 
whether it is closed or not when turned off, and so far as trust- 
worthiness is concerned, they are better adapted for blow- out 
apparatus when properly constructed, than any kind of valve. 

The principal drawback to taps of all kinds is the manner in 
which they stick fast from becoming corroded or incmsted 
together when not used frequently, or from the quicker expan- 
sion of the plug compared with the shell on being turned on. 
The remedy for the first evil or defect is obvious, and the 
best means for remedying the second is to work the plug 
gently backwards and forwards until the shell is heated through, 
when the tap may be fully opened and shut again immediately, 
with comparative ease. This is better and safer than suddenly 
turning the tap full on with the aid of a dangerously long lever, 
and waiting until the shell is heated sufficiently to turn it off 
again. The tendency to stick fast is greatly aggravated when 
the casing is made of cast iron and the plug of brass, a practice 
which should be altogether condemned, since it has been pro- 
ductive of serious inconvenience and even disaster. It is 
seldom that the taps about boilers are found sufficiently hard to 
wear well, being made of red brass instead of gun metal, for 
the sake of being more easily fitted up and refitted, &wd «.\s.c)^ c^t 
ooarie, to save first cost. When two ixiQ\>9l<& oi \2^<b ^^.tca 
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nature are pressed together with considerable force and allowed 
to remain in contact for some time, they are apt to cohere or 
'* seize." This tendency is increased by making the metals 
soft, and is one cause of the sticking fast of taps. It may, in 
some measure, be obviated by making the plug and shell of 
slightly different alloys, the former being the softer as it is 
more easily replaced when worn out. As a rule, blow-out taps 
are made too short or have too little bearing surface to last 
long without regrinding, aod the universal practice of turning 
the taps one quarter round for opening, and then back again 
for closing, causes uneven wear and leakage. Every time the 
tap is opened, it should be shut by giving it another quarter 
revolution in the same direction ; by this means the tap wears 
more evenly and lasts longer without regrinding. 

There is a great difference of opinion respecting the best 
taper for large taps, some advocate 1 in 4, others 1 in 6. The 
former sometimes cannot be kept tight, and the latter are liable 
to stick fast if screwed down sufficiently to prevent leakage. 
The circumstances to be considered in determining the taper in 
any case, are the steam pressure used, the hardness of the metal, 
frequency of lubrication, and nature of the lubricant and water 
employed. For pressures of 20 or 30 lbs. a taper of 1 in 4 is 
found to work well, but for pressures of 90 or 100 lbs. a taper 
of 1 in 6 is necessary to insure tightness. 

In the common plug tap the nut securing the plug is liable 
to work loose and drop off without being observed, as the tap 
is usually placed in a position difficult of access and examina- 
tion. Serious cases of scalding have been occasioned by the 
blowing out of the plug from this defect. For facility of ob- 
servation the tap is best arranged horizontally, and the plug 
should be further secured by a guard to prevent it from being 
blown out in case the nut should drop off from the thread strip- 
ping, or other cause. Such an occurrence could, however, be 
prevented by simply putting in a pin through the bolt behind 
the nut. 

In order to avoid the risk of the plug blowing out, as well 
as to conceal, but not cure, the leakage which takes place when 
the tap requires regrinding, packed gland taps with a closed 
bottom are used by many of the best makers, and to obviate 
the stiffness produced by the friction of the packing against a 
large surface, compound gland taps are sometimes used, but 
with Qziestionable success. It is still an open question whether 
the beat deacnj^Hoji of gland tap lab^ttei \.Wi tba old-fashioned 
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ping tap provided with a guard for the plug. Many cases have 
occurred of the water leaking to a dangerous extent past the 
plug in a gland tap without being detected in time, an event 
much less likely to occur with ihe simpler description of tap. 
In using gland taps with brackish or other very hard water, the 
plug is sometimes prevented from being screwed down to its 
B^-at by an accumulation of incrustation which has taken place 
between the casing and the bottom of the plug. This is likely 
to happen when the gland nuts are eased back to allow the plug 
to rise and ease itself for turning readily, a practice often neces- 
Ritated by the faulty construction or defective condition of the 
tap. Such an occurrence could not possibly happen with an 
ordinary open-bottom tap. Inverted plug taps with hollow 
plugs designed to be kept tight against their casing by the in- 
ternal pre>sure, and those arranged to discbarge through the 
open plug bottom, cannot be recommended. However well 
such taps, when of small size, may be found to answer in cer- 
tain situations, they are not satisfactory when of large size, and 
are not adapted for using in connection with waste pipes. 

The practice of making the blow-out apparatus of furnace 
tube boilers without waste pipes cannot be too strongly con- 
demned. Too frequently the hot water is discharged into a 
drain only a few inches below the floor line, from which it re- 
bouuds, and renders the duty of blowing off a very dangerous 
one ; at the same time, it is advisable that the end of the waste 
pipe should not be placed altogether out of sight, so that any 
leakage which may take place may be detected. 

Ah the safety of a boiler depends so much upon the condition 
of the blow-out apparatus, the task of blowing out should be 
regularly performed at least once a day by the engineer in 
charge, and should not be left to the fireman. 

In tubular boilers, for facility of access, the blow-out tap 
should be placed dear of the front end, and connected by a 
short elbow pipe with the mouthpiece or branch riveted to the 
boiler bottom. This pipe as well as the cock should be care- 
fully protected from contact with moisture and ashes, which too 
oft^ find their way beneath the floor plates and cause the rapid 
destraotion of the pipe, if not properly protected or made of 
copper. Comparatively few extemaUy fired boilers are pro- 
Tided with a blow-out apparatus. The common practice is to 
provide nothing further than an iron taper plug which fits into 
a hole in the boiler bottom over the fire, by whidci tYv<^ X^o'^&v Ss^ 
emptied. The plug ia UBualJy knocked ont, ^keii xeo^YVX^^^ V3 
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the rudest means imaginable, and it frequently happens that 
the person, who is bold enough to do it before the water is cold, 
gets scalded if he is not quick in making his retreat. In some 
cases the plug is more sensibly attached to a spindle passing 
through a stuffing-box on the boiler crown, and provided with 
a screw and handle to rai^e it with. Means should always be 
provided with this arrangement to guard against the plug and 
spindle being blown out by the pressure, in case the screw is 
carelesi<ly turned round too far and looses its hold in the nut. 

With plain cylindrical boilers, the blow-out apparatus some- 
times consists of a tap or valve, placed on the boiler crown and 
connected with an internal pipe reaching to within an inch of 
the boiler bottom. This pipe may be made to extend for some 
distance along the boiler to collect the sediment it is required 
to blow out. When the apparatus so arranged is used for 
emptying the boiler, it has the drawback of requiring the 
emptying to be effected with the steam up, a practice especially 
dangerous with externally fired boilers encased in much brick- 
work. The blow-out b otherwise arranged by carrying an ex- 
ternal elbow pipe from the boiler bottom through the brickwork 
at the side, or back end of the boiler, terminating in a tap or 
valve. For the purpose of protecting the pipe from the im- 
pingement of the heated gases it is loosely encased in brickwork. 
With this arrangement it is necessary to blow out very fre- 
quently when the feed water is of a hard or muddy nature, to 
prevent the deposit filling the blow-out pipe and becoming 
baked hard. 

Bemarks on surface blow-out apparatus will be found in the 
chapter on Incrustation. 

MAITHOLE COVSBS. 

There is perhaps no better proof of the ignorance or reck- 
lessness that may be displayed by makers of reputation, than 
the number of boilers turned out by them with unguarded man- 
holes. The too common practice of cutting a piece of plate 
about 15 X 12 inches out of a boiler shell without providing 
any strengthening piece to the edge of the hole, where the ten- 
sion on the plate is concentrated and where it is liable to be 
further weakened by wasting, cannot be too severely censured, 
and has already led to numerous fatal explosions. The plate, 
at the edge of the hole, in such cases, has to bear, not only the 
strain from the steam preasuie "^^licii \io\d% tihe cover up to its 



MUD HOLES. 145 

work, but also what is often much more trying, viz. , the strains 
put upon it by screwing up the cover, often weak and defective 
in shape, to make a tight joint, by means of the bolts suspended 
from the bridge bars or cross piece usually employed. When 
the joint leaks from want of stiffness in the plate itself or in 
the cover, or from bad fitting, or from the presence of a piece of 
interposed scale or hard substance in the cement or india rubber, 
the cover is perseveringly screwed up, and it becomes merely a 
question of time, and power available for screwing up, for the 
plate to become buckled and fractured at the edge of the hole at 
right angles to the cross piece, which unfortunately is usually in 
the position most likely to prove fatal to the existence of the 
boiler. In boilers at work the edges of these unstrengthened 
manholes are sometimes found split in four or five places, any 
of which fractures are ready with a little overpressura in the 
boiler, or with a little additional wasting, to develop into the 
primary rent of an explosion. In rag-boilers these unguarded 
manholes are sometimes as large as 36" x 24". 

The edge of the plate can be cheaply and adequately strength- 
ened by riveting on a ring of wrought iron. These rings are, 
however, too often so paltry, and applied in such an ignorant 
manner, that their application tends rather to aggravate than 
lessen the evil they are supposed to obviate. The ring should 
be at least ^" thick and 4 inches wide, so that the rivet holes 
at 3 inches centres, and not 6 or 7 as is usual, may be kept 
well away from the edge of the hole. These internal covers made 
to fit the curvature of the shell are an unmechanioal job at the 
best, and a tight joint can never be depended upon with them. 

It is far better, in all cases, to have a flat face on which to 
make a good joint with the lid, which should be secured by 
strong studs or bolts and nuts. This can be contrived in 
various fashions, either as a cast-iron branch or mouth-piece, or 
where lightness is aimed at, of wrought iron, or as a simple 
stout rinpc when the size and construction of the boiler make it 
difficult to enter. The longer the neck of the mouth-piece the 
larger should be its diameter. If it be more convenient to 
have the cover internal as for the mud holes at the front end of 
donble-furnace-tube boilers, it can still be made with a faced 
joint, and held up by means of a bridge bar and bolts and nuts. 

MUD HOLES. 

Mud holes should always be provided at \\vfi itav\\i «sA o^l 
douhle-Bued boilers, as their absence iiocemt^te»\vl^vci^\>aSk ^^^sN» 
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from the boiler bottom up through the manhole, which increases 
the labour and greatly interferes with the eiSective cleaning of 
the boiler. Moreover, the want of ventilation through the 
boiler from the absence of a bottom opening keeps the interior 
for a long time damp, and increases the difficulty of examina- 
tion. The work of cleaning out Oomish boilers, especially 
when there are strengthening hoops round the tube, is very 
difficult and tedious, and may be much facilitated by having a 
mud hole at the front end. This, however, requires a special 
provision, owing to the limited amount of space at the bottom 
of these boilers, between the tube and shelL This provision 
can be well enough arranged, without materially weakening the 
shell of the boiler, which is the objection usually urged against 
the adoption of this plan. 

In boilers, where the construction does not admit of any one 
entering for the purpose of cleaning and examination, a num- 
ber of mud holes and wash-out plugs should be provided where 
they are most likely to be required, as, for instance, in agri- 
cultural and locomotive boilers, at the firebox shell comers 
and ends above the foundation ring, and also at the front and 
sides, to command a range over the crown of the inside fire- 
box. These holes at the sides could often with advantage and 
safety be made much larger than is usual, to enable a man to 
get his arm in to clear away the deposit which resists being dis- 
placed by a jet of water from the hose pipe. For clearing out the 
barrel of these boilers wash-out plugs should be screwed into the 
smokebox tube plate, where there is not room for mud hole doors. 

Mud holes are sometimes made in the firebox bottom ring. 
These admit of a rod being pushed up among the stays, to 
remove the concretion lodging on them ; but as they are trouble- 
some to keep tight, they are seldom repeated in n*ew boilers. 

In many locomotive boilers, manholes are wisely fitted to 
the bottom of the barrel, which afford considerable facilities tot 
examining and cleaning the plates and tubes in their vicinity. 
The manhole mouthpieces are often made of good depth, and 
serve as mud collectors, when a cock should also be provided in 
the cover for frequent blowing-off 

The practice of simply screwing a taper wash-out plug into 

firebox shell plates, which seldom exceed ^ inch in ' thickness, 

although convenient and cheap, cannot be recommended, as the 

scanty thread allowed becomes rapidly destroyed by the iron 

rods introduced for removing the concretions, and the edges of 

Ute plates round the holes become x^i^idV^ x^xi^^ by oorrosioii. 

Welding on bosses or riveting ou '^leoea ol ^\A<k ^st ^^fta&i^ 
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bosses for increasing the number of threads, does not get over 
the disadvantage of having the threads inside the hole, and 
to obviate this it is better, in nearly all cases, to apply a 
mouth-piece of brass or wrought iron, having an outside 
thread and cap. For the small mud holes or hand holes at the 
firebox water spaces of agricultural and locomotive boilers, 
perhaps the most convenient form of cover is the common in- 
ternal lid, held up to its seat by a bow and stud. The edge 
of the plate round these holes is, however, liable to waste by 
corrosion, when the joint is not tight. By riveting a | or 
^ inch ring round these holes, a good joint can be ensured by 
securing an external cover by 3 or 4 studs, which can be 
easily arranged so as not to give trouble by being liable to 
get bent, or by interfering with the cleaning. 

In vertical boilers of the small class there should be a hand 
hole opposite every water tube, as well as a few for the furnace 
crown and at the bottom of the water space. 

STEAIC DOMES AND STEAM CHAMBERS. 

Notwithstanding the general opinion that the presence of a 
steam dome is essential for obtaining dry steam, and as a 
remedy for priming, it should be regarded as an useless and 
expensive appendage to a boiler, and as frequently applied, a 
source of real danger. The practice of cutting a dome hole 
3 feet or* even 3 feet 6 inches diameter in a 7 feet stationary 
boiler, or a 2 feet hole in a 4 feet locomotive boiler shell, with- 
out providing against the weakening of the plate involved any- 
thing further than the dome plate itself and its angle iron or 
flange, cannot but be regarded as barbarous. In many cases 
the size of the dome and its hole is limited by the width of 
the shell plate, the whole of which, except some 5 or 6 
inches at each end for the lap and dome attachment, is cut 
away. Many instances may be met with in shells having the 
plates arranged in parallel courses, where the weakened plate is 
prevented from giving way solely by the support due to the ad- 
joining plates overlapping it on the outside ; were the dome on 
the ooier instead of in the inner belting of plates, the weakened 
plate would inevitably yield to the pressure. 

Where the steam user must have a dome, there is no neces- 
a^j for cutting away the plate more than sufficiently to allow a 
man to pass through ; and when the margin oi i&^l^Xi'^ \s^ ^xol^^ 
the edge of the plate round the hole ab.o\\\d. \>^ «A«Q^'d^^l 
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Btrengtliened by having a stout i^rought iron ring riveted to 
it. Yet it must be admitted that the tendency to prime is in- 
creased as the area of the hole is diminished. 

The supposed advantages of a dome are two in number, 
viz. : 1. By increasing the steam space, it is supposed to act as 
a useful reservoir of steam, to meet any sudden demand arising 
out of irregular loads on the engine. 2. It is supposed to act 
advantageously as an anti-primer, since the steam, being further 
removed from the water, is supposed to be less liable to be 
saturated, especially when the dome contains 'a perforated diaph- 
ragm for arresting the passage of the suspended particles of water. 

Now, with regard to the first of these statements, it can be 
easily shown that an ordinary-sized dome adds comparatively 
little to the steam room of a boiler. If we take, for example, 
a Lancashire boiler 7 feet by 30 feet, the steam space will be 
about 240 cubic feet. With a dome 3 feet by 3 feet high, we 
would have about 21 cubic feet capacity, which is less than 9 
per cent, of additional space, and this would be exhausted by 
a few strokes of the engine. But the reservoir of power in a 
boiler resides not so much in the steam as in the heated 
water. With a working pressure of 60 lbs, each cubic foot of 
steam in the boiler will produce only 4*65 cubic feet of 
steam at atmospheric pressure, but 1 cubic foot of water 
in the boiler will produce nearly 35 times that amount, 
for at 60 lbs. pressure the temperature of the water is 307 '6% 
or 95*5° above the boiling point at atmospheric pressure, and, 
as every degree of heat added to water already at 212^ may 
be taken as competent to generate 1*7 cubic feet of steami 
95*5° will produce 162*35 cubic feet, or nearly 35 times as 
much as 1 cilbic foot of steam at 60 lbs. pressure. Whence it 
may be concluded that in ordinary boilers the addition to the 
power by the reserve of steam in a dome is insignificant when 
compared with the power stored up in the water. With 
respect to the second alleged advantage, it appears to be taken 
for granted that the higher the point at which the steam is 
taken from the boiler and consequently more distant from 
the agitated surface of the water, the drier is it likely to 
be. Now, without considering the cooliug effect on the steam 
by the circumference of a large dome exposed to the atmos- 
phere, this would be a correct conclusion if the steam flowed 
slowly and quietly into the dome. But this is not the case 
with the engine at work, when, the steam rushes into and 
through the dome with great \e\odVj, WivV \&\^si^c^<^ Vi take 
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a quantity of water along with it, causing the steam in the dome 
to be actually wetter instead of drier than the steam in the rest 
of the upper portion of the boiler. 

Priming is promoted, if not actually caused, by the reduction 
of pressure, and consequent increased ebullition of the water 
immediately below that point of the boiler whence the steam 
is drawn, which disposes the water in the form of spray, to be 
carried along with the ascending current of steam. Not only 
is the water thus carried into the steam pipe, but also any par- 
ticles of earthy and other foreign matters that may happen to 
be at the broken surface of the water. In boilers fed with 
dirty water from canals and drains, the inside of the dome 
sometimes becomes plastered with mud and clay, several inches 
thick, whilst the rest of the steam space remains quite clean. 

Priming is also probably due in some measure to the flow 
of steam over the surface to the point of efflux, carrying par- 
ticles of water along with it by the induced current it produces. 

The various anti-priming expedients usually employed, such 
as the insertion of perforated diaphragm plates in the dome, 
and baffle plates for beating back the ascending particles of 
water are seldom effective, unless the system is elaborately 
carried out. The simplest and at the same time the most 
effective way to prevent priming is to avoid, as far as possible, 
causing any violent local ebullition or rapid current in drawing 
off the steam, which may be done by employing an internal 
perforated pipe, with the ends closed and fixed near the top of 
the boiler, into which the steam can flow quietly. The longer 
this pipe is made the better. In ordinary stationary boilers, a 
pipe 6 or 8 feet in length, with perforations, having a total 
area considerably in excess of the area of the pipe, is found 
to be all that is required as an anti-priming apparatus. The 
larger the collective area of the perforations, as compared with 
the area of the pipe, the more quietly will the steam flow 
through them, and when once within the pipe and separated 
from the water, the velocity of the steam can have no effect in 
producing priming. 

Sometimes the success of this pipe is frustrated by carelessly 
leaving a large open space between it and the pipe leading the 
steam away from the boiler, through which a rush of steam 
takes place, and the action that causes priming is induced. 
The tendency of the perforations to choke up when certain 
kinds of dirty water are used has been. aUe^<&^) m ^ ^^'^ ^cdx^ 
ms^anoeB^ aa the cause thai has led to tlie &\>«Mo\iXCL<^xii^ ^^ **^^ 
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pipes. They are successfully used on some railways in loco- 
motive boilers, having very limited steam spaces. When used 
in locomotives the perforatious should not be carried too near 
the ends of the boiler, lest the water splashing back from the 
ends should gain admisBion to the pipe. 

The tendency to prime may be increased by urging the fire, 
or by drawing the steam from a point over the furnace or where 
the ebullition is violent ; by the presence of grease and other 
matters which impede the free escape of the steam from the 
water surface, or by the immoderate use of soda which causes the 
water to foam. New boilers and especial{y new locomotives 
prime most in consequence of the violent ebullition that takes 
place over the clean heating surface, and also, sometimes in 
consequence of the greasy and dirty state of the interior. 

All the pheuomena in connection with priming, have not 
yet been satisfactorily explained. Melted tallow or oil is 
sometimes injected into small vertical boilers to prevent priming. 
It is supposed to have the same effect on the disturbed surface 
of the water that oil has when poured on a rough sea, so well 
known. And yet it cannot be disputed that the presence of 
grease in combination with other impurities increases the ten- 
dency of many boilers to prime. 

When domes are used, the opening at the dome bottom 
shotdd be made as large as possible, in order to diminish the 
tendency to prime. But in order to maintain the strength of 
the shell, where a large hole is made in it, the plates round the 
dome bottom will require to be adequately strengthened by 
means of a stout ring riveted round the edge of the hole, or 
else by strong internal transverse stays suitably arranged fore 
and aft of the dome. Sometimes the dome itself is strengthened 
by shrinking on a strong wrought iron ring near the bottom. 

It is sometimes asserted in favour of the use of domes for 
locomotives, that they form a convenient seat for the safety 
valves, but when these are .blowing off violently, they greatly 
increase the disposition to prime. 



rURNACB FITTINGS. 

The furnace is usually comprised of mouthpiece with doors 

and bed-plate, fire bars, bridge, and ash pit, with or without 

doora and dampers. In addition to these, some arrangements 

of fam&ce have special provi^OBa tox vsaoVft Vs^oxnmiQ^ and pre- 
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Tention, cleaning out flues and fires, removal of clinkers, 
ashes, &c. 

In externally fired boilers, the furnace is necessarily made quite 
distinct from the boiler. The circumstances which determine 
the best height for the boiler above the fire bars will be con- 
sidered in the chapter on Firing. 

By increasing the distance between the fire and the boiler, 
the perfect combustion of the gases will be facilitated, and the 
temperature of the plates will be reduced. The entering cold 
air will also be more diffused and not so likely to be directed 
against the hot shell to cause sudden contraction. 

The arrangement of the furnace mouthpiece will depend 
mainly upon the arrangement of the flues, as the brickwork at 
the front end requires supporting by an arch or other means, 
when there is a wheel draught or split draught, and only a plain 
wall in front of the boiler is required when a flash flue is used. 
With respect to the best position for the fire door, which should 
be hinged to open sideways, and be made double in number if 
the grate is very wide, it should be arranged with a view to pre- 
vent as much as possible the impingement of the entering cold 
air against the hot shell plates when the door is thrown open, 
and it should be sufficiently wide to enable the fireman to dis- 
tribute the coals properly over the grate. It should be kept 
from 12 to 18 inches from the fire to prevent destruction by 
the high temperature of the furnace. The durability may be 
increased and the radiation of heat impeded, by fitting a baffle 
plate of wrought iron to the door with an air space of 2 or 
3 inches between. A casing or lining of brickwork is some- 
times used behind the door for this purpose. These doors ar^ 
often made excessively high for small boilers, about 12* is 
generally sufficient unless the grate is very long. 

The conunon practice of applying a large casting for a furnace 
mouthpiece to the front end of an internally fired boiler must be 
discountenanced. The castings are not only cumbersome, 
costly, and liable to fracture sooner or later, but they conceid 
the ring of rivets attaching the tubes to the end plate, which 
are best left exposed to view for the detection of leakages 
and fractures. The best plan is to make the mouthpiece 
ftimply of two wrought iron plates with an air space between. 
The outer plate, to which the door is attached, may be fitted to 
the tube hole in the boiler front end plate, and the joint 
oovered with a brass moulding. This arrangem.Q>TLt «\!i<^^^ H^^ 
rivet head.^ to he exposed to view, and impsixV^ ^^ iifiAX> ^^^^x- 
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ance to the fumaco. The plan of building up the front end of 
the boiler with a mass of brickwork to prevent radiation should 
never be employed, since it is liable to harbour moisture in 
contact with the front end plate. Another great evil attending 
this plan is the concealment of any outward bulging that may 
occur in the event of the failure or original want of strength in 
the staying. Many a boiler has been saved from bursting by 
the timely warning given of weakness by the bulging of the end 
plate, and any plan which interferes with the detection of 
this should be employed with extreme caution. "When it is 
desired to prevent loss of heat by radiation from the front end, a 
coating of good non-conducting composition may be applied in a 
suitable frame, which can be arranged to leave a space between 
the plates and the non-conducting material, to admit of easy 
removal, and so as not to cover any of the rivet heads, except 
those of the stays. 

The doors should be provided with a sliding or revolving 
grid for admitting air above the fire, the baffle plate being per- 
forated to aid its distribution. A host of inventions for making 
the opening and closing of the slide self-acting have been 
patented. As a rule, it may be said that these self-acting appa- 
ratus are allowed to fall into disuse after a short trial, as most 
of them soon get out of order and require a good deal of keep- 
ing up. 

The dead plate, often perforated with advantage to admit air, 
can be Eecured to the furnace mouthpiece, and arranged to rest 
on the furnace sides, so as to dispense with brackets secured by 
bolts to the plates which are liable to leak, and in consequence 
should always be as few as possible. 

The fire bars are usually made of cast iron. The numerous 
shapes in which bars are made have been adopted mainly with 
a view to increase their durability, according to the experience or 
theoretical notions of their designers. For easy handling, the 
bars should not much exceed three feet in length. In order to 
facilitate the access of air, the fall of the ashes and clinkers, 
and the cleaning of the fire from below, the bars should be 
made thinner at the bottom than at the top ; but in order to 
maintain the same windage or space between the bars when they 
become worn, they should be made parallel for about f of an inch 
at the top, and then tapered downwards. It may be questioned 
whether any description of fire bar has given better results in the 
long run than the ordinary short cast iron bar f -inch thick at top 
and f'inoh at bottom and 3 mc\xea d<^e^ in mddk^ where it 19 
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provided with a distance piece of the same width as at the ends 
to prevent twisting. The rapid deterioration by twistiug, 
bending, or fusion sometimes experienced, is due to overheat- 
ing, which may be caused either by a single bar here and there 
being, from some cause or other, raised above the general level 
of the grate, or by the air space being too wide, either originally 
or by lateral bending of the bars, caused by want of sutlicient 
room to expand or other defect, which allows the red hot fuel 
or clinkers to get between. So long as the cold air comes in 
contact with the whole depth, the bar will only waste away on 
its upper surface, and that but slowly, unless the fuel like 
anthracite, bums with a very intense local heat. The air space 
UHually allowed and found to answer best with good semi- 
bituminous coal is -^^ or ^-inch. This space may, however, be 
diminished with advantage when there is a good draught, 
abundant boiler power, and the coal is clean. In burning 
anthracitic coal which decrepitates and falls through the bart*, 
or where the coal yields much clinker, which adheres to the 
bars and gets between them, the windage might be kept smaller 
if the nature of the coal in the one case did not demand a con- 
siderable air space to insure a good draught for its combustion, 
and in the other case to provide for its becoming partially 
choked up. With coal that cakes much, or yields a large 
quantity of ash, the air spaces may with advantage be made 
f ", or in some cases even more. 

With a view to facilitate removal and replacing, and to 
obviate the inconvenience and loss arising out of the single bars 
becoming lifted from their seats, and at the same time to 
increase the lateral stiffness, the bars are often cast together in 
sets of two or more, with end and intermediate distance-pieces 
between them to prevent twisting, which provisions should 
indeed be made in all cases. There should always be a liberal 
allowance at both ends for the bars to expand freely. The play 
to be allowed may be taken as 1 in 24. The plan sometimes 
adopted of tapering off the end of the bars and resting them on 
an inclined seating for the purpose of facilitating expansion 
caimot be recommended, as it leads to a difficulty in keeping 
the level of the grate unijform^ the bars becoming overheated in 
oonsequence. 

It has been observed that after repeated heating and cooling 
cast iron becomes permanently elongated. According to M. 
Ifoix afire bar after seventeen days heating pxet^tN ^^ ^I'^vra^wo^^V. 
tHoDgation of 2 per cent. ; anotlier bax oi \»\i<^ «axEk!^ ^ccsa^^^* 
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sionSy after loDger usage, was permanently elongated 3 per 
cent. 

It is a common practice to incline the grates downwards to- 
wards the back end. No doubt this arrangement facilitates the 
pushing back of the fuel, and is useful in burning coal which 
produces much flame, but it makes it more difficult to ascertain the 
distribution of the fire at the back end, especially in a long grate. 

In order to prevent active combustion in contact with the 
furnace plates of tubular boilers, likely to be followed by a 
current of cold air impinging on the heated part, the side bars 
are sometimes judiciously arranged to bear against the plates. 
A similar arrangement might be with advantage adopted in 
small vertical boilers, where the furnace plates are sometimes 
burnt by the bottom of the water spaces becoming choked with 
an accumulation of deposit. 

With respect to the relative durability of cast-iron and 
wrought-iron fire bars it may be remarked that the point of 
fusion of the latter is considerably higher than that of the 
former, but wrought-iron bars bend and twist much sooner than 
bars of cast iron. For locomotives and agricultural boilern, where 
the fire bars are subject to rough usage, wrought iron bars, being 
less easily broken, are generally preferable to those of cast iron. 

When the coals used are of a caking nature and adhere to the 
bars, or cause trouble by the quantity of scorise they yield, 
various arrangements for giving the bars a rocking motion for 
breaking the fire and detaching the clinkers have been invented. 
Some of these have been used with advantage, but the trouble 
and expense of keeping them in repair appear to have operated 
against their coming into more general use. 

With the view of increasing their durability, the bars are often 
made hollow to allow a current of cold air or water to pass 
through. The air and water by becoming heated also adds to 
the efficiency of the furnace. The advantage of these expedi- 
ents is, however, questionable, in consequence of the extra first 
cost involved and the expense and trouble of keeping them in 
good order. 

The bridge is a low vertical wall or partition at the back of 
the grate, and forms a back end to the furnace. It is usually 
made of fire brick or cast iron surmounted by fire brick. The 
bridge is soinetimes hollow, perforated, or split to admit air 
behind the furnace for burning the gases. Sometimes, however, 
the bridge ia a wrought-iron water space oommunicatiiig with 
*f>e inside of the boiler. When wdi^^x Ymdi^^ «x« momI oare 
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should be taken that the ends incline or curve upwards to 
facilitate the escape of the steam bubbles as they are formed on 
the inner surface. 

The bridge acts usefully in briuging the flame in contact 
with the heating surface, and by retarding the escape of the 
gases into the flues promotes their admixture with the air. 
The space above the bridge is often, however, made too cramped 
with these ends in view. The narrower the space the greater 
must be the force of the draught to draw the gases through. 
The heightening of the bridge may, in consequence, be 
attended with an increased waste of fuel, as the gases are likely 
to escape at a higher temperature into the chimney. More- 
over, the extent of the heating surface which receives the 
radiant heat from the fire is diminished by heightening the 
bridge, and the action of the higher temperature and more 
forcible impingement of the flame and air against the furnace 
plates is liable to be destructive, especially when sedimentary or 
greasy feed-water is used, or a seam of rivets happens to be near 
the bridge. The best height to make the bridge, in any case, 
can only be determined by actual trial, as it will depend upon 
the size of grate, strength of draught, character of fuel, thickness 
of fire, and relative quantity of air admitted through the bars 
and above the fire, or behind the bridge itself. The passage 
above the bridge, as an approximate rule, may be made one- 
sixth the area of the fire grate. By lowering the bridge the 
flame will not be cooled so suddenly by contact with the plates, 
and may be made to pass further along the flue with a diminished 
draught, whereby the prevention of smoke will be facilitated, 
the evaporative efficiency increased, and a saving of fuel 
effected. In many cases a reduction of two or three inches in 
the height and an improvement in the shape of the bridge, 
whereby it is better adapted to the shape of the furnace, have 
had a very marked eflect in reducing the consumption of fuel, 
preventing smoke, increasing the evaporation, and in diminishing 
the wear and tear of the boiler. 

Hanging or inverted bridges are often used. These are placed 
some two or three feet behind the ordinary bridge, behind which 
air is admitted to the gases. The space between the bridges 
then forms a suitHble flame chamber for aiding the perfect com- 
bustion of the hydrocarbons, and the use of hanging bridges in 
this manner has been attended with very satisfactory results ; 
bat the difficulty of keeping them in repair ha& u<&\sa]^ V^ Nj^^ 
their ahAudonment after a short trial. 
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Underneath externally fired boilers with deep flash flues, two 

or three additional bridges are often arranged at regular dis- 

. tances between the furnace bridge and the back end of the flue 

for the purpose of keeping the gases in contact with the boiler as 

they pass along. 

BOILEB SETTINO. 

Boilers should be set with as little brickwork in contact with 
the shell as practicable, particularly at and near the bottom 
where any water or moisture is liable to lodge against the plates. 
All the flues should be faced with fire bricks, and fire lumps or 
blocks, but not bricks, should be used for the seating. Ko 
mortar should be used where it can come in contact with the 
plates, but fire clay should be used instead for the whole setting 
of the boiler. The flues should bo sufficiently large to admit of 
being properly cleaned and to enable periodical external exami- 
nations to be made with facility and satisfaction. The common 
practice of cramping the flues arises out of the desire to improve 
the efficiency of the boiler by keeping the gases in contact with 
the plates. But the slight waste of heat that may result from 
the use of moderately wide flues is far outweighed by the greater 
security obtained from the better examination they invite. The 
fact is too often lost sight of that the difficulty of cleaning the 
plates caused by the narrowness of flues usually results in the 
plates becoming covered with a permanent coating of soot and 
other non-conducting substances, which renders them useless as 
heating surface, and consequently the narrowing of the flues 
defeats its own intended end. 

Plain cylindrical or egg-ended boilers, when made with wheel 
draught or split draught, are supported on side walls which 
should not exceed three inches in width at the surface on which 
the boiler rests. There is, however, no advantage gained iu 
evaporative eflectby making the flues of long and moderately long 
egg-ended boilers for wheel draught or split draught ; but there 
is a decided disadvantage in the increased difficulty of cleaning 
and examining these arrangements of flues involve. These 
boilers are best set with flash flues, the gases passing straight 
from the bridge along the boiler bottom and sides to the 
chimney. This arrangement dispenses with all brick-work 
seating underneath the boiler, which is sometimes supported 
on cast iron brackets protected on their fronts by fire brick, but 
far more usually by brackets meted, to \k^ «idA& and resting 
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upon the masonry. Boilers of great length — 50 feet and 
upwards — are often suspended from transverse cast iron arches 
resting on the masonry at the sides and placed from 12 feet 
to 16 feet apart. The boiler is connected to each bearer by 
means of three bolts secured to angle or T irons riveted to the 
shell crown, and secured to the casting by nuts, by which the 
weight of the boiler can be adjusted. There should also be a 
strut of T iron across the inside of the boiler, under each bearer, 
to resist the tendency of the shell to assume an oval shape from 
the weight of the lower portion of the boiler and the water 
acting against the upward direction of the force exerted by the 
suspension bolts. 

Since the weight on each bearer must vary considerably with 
the arching of the shell, due to the greater expansion or con- 
traction of the bottom compared with the top, long boilers are 
liable to be strained and break their backs when suspended from 
the end attachments only, or the bottom is liable to become 
buckled together when suspended only from the middle bearers. 

For remarks on the brickwork and setting of internally fired 
boilers, see chapter on Wear and Tear, p. 200. 

With Cornish, Lancashire, and other similar boilers of mode- 
rate length, in order to promote the circulation, and heat the 
dead feed-water at the bottom, the flues should be arranged to 
conduct the gases forward imdemeath the shell bottom on 
leaving the flue tubes, the draught being split at the front to 
pasa backward along each side to the chimney. Each side flue 
may be made with an independent damper, or one damper may 
be made to serve by uniting the side flues behind the down take 
at the back. But when the boiler is very short compared with 
the length of grate and there is a strong draught, it is advisable 
not to expose the shell bottom to a very high temperature by 
taking the gases along the bottom before passing through the 
side flues. 



CHAPTER VIII. 

INCRUSTATION. 

Onb of the greatest, and at the same tioie one of tbe most 
frequent difficulties steam users have to contend with is the 
formation of deposit and incrustation, or, as it is also called, 
scurf, scale, or fur, in their boilers. 

Wliere the scale does not acquire a greater thickness than 
about -^^ inch on that part of tbe boiler where the circulation 
ijs most defective, and not more than that of an egg-shell, wbere 
the circulation is most active, it may in most cases be regarded 
rather as an advantage than otherwise, forming, as it generally 
does a coating to protect tbe boiler against the corrosive action of 
the water. But when it becomes thick enough to threaten the 
closing up of the water spaces, or when it gathers in consider- 
able quantities on the plates and tubes exposed to a great beat, 
the incrustation becomes a source, not only of annoyance and 
wasteful expenditure of fuel, but also of actual danger from 
explosion, and tends greatly to shorten the life of the boiler, 
even where no actuad danger exists. The heat from the 
furnace not being carried off rapidly, as it otherwise would be 
by the fresh portions of water that are brought to it by the 
circulation, since its transmission is resisted by the thick 
coating of scurf, which is always a bad conductor, tbe plates 
become overheated, often to such an extent that they may in 
course of time become burnt through. The overheating due 
to the presence of incmstation may become dangerous, long 
before the plates suffer much from burning, especially in the 
case of large furnace tubes, where the softening leads to dis* 
tortion which is soon followed by collapse and disaster. 

The formation of incrustation, when it gives rise to slight 
overheating, must add materially to unequal expansion, wMoh 
js found to he one of the principal sources of wear and teat 
in a boiler. 
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Jucrasiatioii also leads indirectly to overheating by closing 
np the apertures of the feed-pipe^ especially when the water is 
admitted through small holes. 

When of considerable thickness, and very hard and difficult 
to remove, incrustation interferes greatly with the examination 
of a boiler, and renders it no easy matter to ascertain with 
any degree of certainty the condition of the plates concealed 
from view. No doubt there are certain well-known marks of 
colour and configuration accompanying some kiuds of incrusta- 
tion which indicate with a considerable degree of certainty the 
defective condition of the underlying plates and rivet heads, 
but these indications are by no means infallible. Their presence 
often causes groundless suspicion and anxiety, and their 
absence may lead to a sense of security and consequent neglect 
likely to be productive of serious damage. 

To such a degree does the accumulation of scurf interfere 
with the efficiency and safety of some descriptions of multitu- 
bular and water-tube boilers that their employment in many 
eases has to be abandoned. Indeed, the nature of the feed 
water available is too often lost sight of in making selection 
from different classes of boilers. It should always be under- 
stood, that when very bad or hard feed water is to be used, 
the boiler should be chosen for accessibility to all its interior 
parts, as upon this circumstance greatly depends its future 
economical and safe working. 

Most waters used for stationary and locomotive boilers contain 
solid matters in solution which become precipitated by elevation 
of temperature, or are left behind by evaporation. On the 
matters ceasing to remain in solution, the first effect will be 
their deposition, and unless blown out sooner or later, the 
deposit becomes hardened, and forms incrustation. The 
quantity of matters held in solution are commonly from 20 to 
40 grains per gallon, and in some few cases reach as much as 
200 grains per gallon. But a much less quantity than the last 
is sufficient to cause serious inconvenience when present in 
boiler feed water. This may be easily shown as follows : — 
Taking the moderate quantity of 20 grains of mineral per gallon, 
of indifferent solubility, we shall have the considerable quantity 
of upwards of ^ cwt. left by the water boiled away in a week of 
60 hours, at the rate of 350 gallons evaporated per hour — ^not a 
Tery unusual quantity with large stationary boilers. Takin.% 
the specific gravity of the incrustation {otme^ qj& ^^ on^^i^s^ 
cwt wUl be suMcient to cover 250 BquaxQ ie^^ ot ^%Xa ^wvJ^ 
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a thickness of *0144 iucb. This would amouut to -^^ inch in 
three mouths, if allowed to accumulate. 

With the customary want of attention to blowing out and 
cleaning, we can from this readily conceive the excessive thickness 
of incrustation that may accumulate over the whole internal 
surface below the water line in a very small fraction of the 
average life of a steani boiler. 

Besides the substances held in solution many waters hold a 
large amount in suspension, which are left behind by the evapora- 
tion. These principally consist of mud, clay, and other earthy 
matters carried down by rains and running water, or stirred up 
in canals and rivers by the passage of vessels. 

There are but few problems connected with steam engineering 
at which inventors have tried their hands to a greater extent 
than the prevention and removal of boiler incrustations. Of 
late years it is computed that not fewer than 200 patents have 
been taken out, and the number of anti-incrustation nostrums 
tried by confiding or desperate boiler owners is the best 
evidence of the magnitude of the evil they would overcome. 

Before attempting to notice some of the various anti-incrus- 
tation schemes that abound, it is advisable to say a few words 
on the nature of the troublesome ingredients found in various 
waters. 

The mere amount of solid matter in any water is no indica- 
tion of its fitness or otherwise to be used in a steam boiler, as 
this depends almost entirely on the nature of the solid impu- 
rities contained. The presence of 50 grains per gallon of 
deliquescent salts, such for example as carbonate or chloride of 
soda would not be seriously felt with a moderate amount of 
attention to blowing off ; whereas, on the other hand, an equal 
quantity of salts of lime would render the water unfit for use, 
unless an unusual amount of care and attention were bestowed 

m 

on blowing out and cleaning the boiler. Unfortunately the 
presence of the former description of salts is the exception, 
whilst the latter is the rule. 

The great majority of well, mine, river, stream, canal, and 
town supply waters contain sulphate of lime, bicarbonate of 
lime, and carbonate of magnesia. These, present in widely 
different quantities and along with various other impurities, 
are the principal ingredients in the waters that cause the 
greatest amount of trouble, by forming hard incrustations and 
JooBe deposits that retard the tTan&mia&ion of heat to the water. 
According to M. Coasts, the {oUoYrvn^ ^t^ >^^ v^'^xQTissA.iA 
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weights of different salts which one imperial gallon of water 
(70,000 grains) is capable of holding in solution when cold 
(60° Fahr.), and when boiled in the open air : — 





60 




• 


212° 


Carbonate of lime 


merely traces. 


merely traces. 


Silica 


70 grains. 


99 


Sulphate of lime 


175 grains. 


99 


Carbonate of magnesia 


3-25 


oz. 


99 


Sulphate of potass 


10 


99 


40 OZ. 


Chloride of sodium 


32 


9f 


32 oz. 


,, magnesia 


266 


» 


580 oz. 


Nitrate of calcium 


500 


99 


? 


ChloiiUe of calcium 


540 


«« 


unlimited. 



The order of deposition in the boiler as the water becomes 
concentrated is given thus : — Ist. Carbonate of lime. 2nd. 
Sulphate of lime. 3rd. Salts of iron, as bases or oxides, and 
some of these of magnesia. 4th. The silica or alumina, 
usually with more or less of organic matter. 5. Common 
salt. 

With respect to the salt water used in marine boilers, it is 
found to vary in density and in the nature of its ingredients 
in various localities throughout the globe. According to Dr. 
Ure, the largest proportion of salt held in solution in the open 
sea is 38 parts in 1000, and the smallest 32. The Bed Sea 
contains, however, 43 parts in 1000 ; the Baltic, 6*6 ; the 
Black Sea, 21 ; the Arctic Ocean, 28 '5 ; the British Channel, 
35*5 ; and the Mediterranean, 38. Faraday found the average 
specific gravity of sea-water to be 1027, that of pure distilled 
water being taken at 1000. 

The sea water used in his experiments weighed 64*1416 lb. 
to the cubic foot, and contained of 

oz. 
Chloride of sodium . . . . 25*762 
Mtuiate of magnesia . ... 3*282 
Sulphate of magnesia • . . 2*212 
Sulphate of lime • • .. 1*013 



32-269 



besides quantities of other salts too small to be noticed. 

It is generally understood that the oaibousAA oi Xycdl^^ \^CkS6 
same mhntajjce, chemically speaking, as Boleuite, <^«2ik)TXia2^^^<» 
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and limestone, is held in solution, in fresh water, by an excess 
of carbooic acid, and that in reality it is present in the state of 
a bicarbonate. By heating the water, the excess of carbonic 
acid is driven off, and the greater part of the carbonate is pre- 
cipitated. Its solubility diminishes as the temperature increases, 
and at boiling point it is scarcely soluble at all. It is for this 
reason that in water, from which the air has been expelled, 
carbonate of lime is found in such small quantities. Carbonate 
of lime has been variously estimated as soluble in from 24,000 
to 16,000 times its volume of water, at ordinary temperature, 
or in the proportion of from 2i to 4^ grains per gallon. Ac- 
cording to M. Ooust^, the solubility is nil at about 290" Fahr. 

Sulphate of lime, a substance of the same chemical composi- 
tion as gypsum or plaster of Pans, is next in importance to 
carbonate of lime. Its solubility also varies greatly with the 
temperature. According to Regnault, its greatest solubility is 
at 95° Fahr., when it dissolves in 393 times its weight of water, 
or in the proportion of 178 grains to the gallon. At 212^ it is 
only soluble in 460 times its weight of water, or 152 grains to 
the gallon ; and according to M. Coustd, like carbonate of lime 
it is completely insoluble at about 29 0^ It is therefore evident 
that these two salts are precipitated in all kinds of water, merely 
by the elevation of temperature, when the boiler is worked at 
about 60 lbs. pressure. 

In boilers working at low pressure, the sulphate of lime could 
be partially extracted by blowing off, if the water became 
saturated with it at about 230° ; but its solution requires time, 
and the rapid evaporation precipates it more rapidly than it can 
re-dissolve. 

Carbonate of magnesia, or magnesian limestone, is the next 
important impurity in fresh water ; but it usually exists in much 
smaller quantity than the other two salts. In its relation to 
temperature, and in its behaviour in the water, it is similar to 
carbonate of lime. 

On becoming insoluble the lime and other salts remain for a 
time suspended in the water, and tend to deposit themaelves 
more or less rapidly, according to the density of the water, the 
manner in which it circulates, and the intensity of the ebullition. 
Over those parts of the heating surface where the water boils 
rapidly, the insoluble salts are held in suspension by the 
agitation until the ebullition subsides, or when the circnlation is 
£^ood they are carried away with the currents, until a compam- 
tively quiet part of the boiler \a iQaKStiA^^ ^\isCL tliAy are de- 
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posited on the plates or tubes. It frequently happens that the 
feed pipe, itself when the feed is shut off, is one of the quietest 
spots in the boiler, and hence the amount of deposit often found 
in it. But the furring-up of the feed pipes, whether vertical or 
horizontal, is mainly due to the sudden precipitation of the im- 
purities on being acted upon by the high temperature in the 
boiler. The manner in which the precipitation comes about is 
sometimes very remarkable, especially when the feed water at 
a high temperature enters the boiler nearly at the point of 
saturation. In such cases the lime salts are deposited as they 
pass through the apertures in the feed pipe, and gather fast and 
thick on the adjacent plates, or when the feed is distributed 
through a horizontal perforated pipe, the deposit is sometimes 
found projecting for a length of two or three inches from each 
aperture, like a hollow inverted stalactite. In time, the passage 
through the aperture gradually becomes closed up, and the feed 
is consequently prevented from entering. 

It is by many supposed that the plates over the furnaces are 
most liable to become covered with a thick incrustation, as the 
greatest quantity of water is here evaporated. This is, however, 
seldom or never fouud to be the case unless the circulation is 
very bad, as, for instance, over the flat stayed crowns of most 
locomotive fireboxes. In plain cylindrical and internally fired 
tubular boilers the suspended matters in the water are driven off 
the plates by the ebuUition, and carried to the part of the boiler 
where the circulation is most sluggish — generally the coolest part 
of the boiler — and are there allowed to deposit. When a consider- 
able amount of incrustation is found over the fire in ordinary ex- 
ternally fired boilers, it is usually caused by the detached scale 
which has fallen from the sides of the shell, in pieces too heavy 
to bo carried away by the circulation. The danger of over- 
heating from this cause is one of the principal arguments against 
the practice of having a fierce heat under a boiler-shell, where 
the nature of the incrustation renders it liable to cover the 
furnace plates to any great degree. 

The carrying away of the deposited matter by the ebullition 
and circulation is also retarded by the presence of grease or 
sticky matters in the water, which form a paste with the im- 
purities that often proves too heavy or tenacious for removal by 
the currents in the boiler. 

The sulphate of lime, on depositing, forms an amorphous crust, 
more or less hard, according to the other ingc^^ienQX.^ ydl «^\£l- 
bination with it, and the heat to which, i^ \& ex.-^Qi!^. ^^S^^ 
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carbonate of lime and carbonate of magnesia, on the other bandi 
usually deposit as a loose fine powder, forming a white sludge 
with the water. They often solidify in combination with the 
sulphate, forming a bard amorphous crust. Before deposition, 
the light carbonates precipitated are held in suspension near the 
surface of the water, and are frequently carried along with the 
steam and water into the steam-pipes and cylinder. After a few 
months' work, pistons and cylinder covers have been found 
covered with a coating -^^" thick, or even more, of this fine, im- 
palpable powder. This, it is evident, in time, is liable to cause 
the breakage of the cylinder covers, pistons, or other parts of 
the engine. 

When the deposited carbonate of lime is present in consider- 
able quantity, along with other impurities, it will remain soft 
for a length of time, and if not exposed to too high a tempera- 
ture when drying or emptying the boiler, will be converted into 
a fine floury powder, of a light colour. But if the boiler be 
blown out while the plates and brickwork in the flues are at a 
high telnperature, the sludge often becomes baked hard ; and 
it is to this circumstance that a great amount of the hard in- 
crustation from both the sulphate and carbonate of lime is due. 

When a boiler fed with water containing salts of lime is blown 
out cold, and the interior is examined before it becomes dry, 
the plates, tubes, and stays may be found covered with a thick 
coating of light-coloured sludgy deposit, that can be removed 
with very little trouble if brushed off or washed out with a hose- 
pipe and jet of water. Should, however, the interior be main- 
tained at a high temperature, by blowing out before the boiler 
and flues are cool, the deposit becomes baked on, and apparently 
there is not so much left for removal where the practice of 
chipping off the scale is not carefully carried out. It is for this 
reason, namely, the excuse of having little easily removable 
. deposit to deal with, that many boiler attendants prefer allow- 
ing the scale to bake hard and fast on. It must be admitted 
that in many tubular boilers the task of sweeping or washing 
out the loose deposit is a very unpleasant one, and likely to be 
shirked by the majority of boiler attendants. 

Various attempts have been made to calculate the loss of 

heat caused by incrustation formed on the heating surface. Bat 

the circumstances to be considered which .determine the rate of 

heat transmission through plates covered by scale of diffisrent 

kinds and thickness, either homogeneous or otherwise, are not 

Buf^oieittly weU, understood, and axe \>oo hxxscl^x^xsa to admit of 
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anything like exact calculation. It has by one observer been 
stated that y^ inch of incrustation on the tubes of a multitu- 
bular boiler is equivalent to a loss of 20 per cent, of fuel, and 
that the loss increases in a very rapid ratio. 

Another observer has demonstrated that a scale y^ inch thick 
demands an increase of 15 per cent, of the fuel, and as the 
incrustation thickens the ratio increases thus : when it is i inch 
thick 60 per cent, more fuel is required, at ^ inch 150 per 
cent., and so on. Now it is not stated with which particular 
kind of boiler, or for which part of the boiler this statement 
holds good, nor is the nature of the incrustration stated, on 
which its conducting power depends. Most boilers with an 
ordinary draught would be quite unworkable with ^ inch of 
scale on the furnace plates, and numerous boilers have scale 
considerably thicker than this over the greater portion of their 
heating surface, without demanding anything like 100 per cent, 
more fuel than when the plates are clean. On the other hand, 
it has been stated, on the authority of Peclet, that a very thin 
coating of incrustration favours the transmission of the 'heat to 
the water, since it has been observed with new locomotive 
boilers, that the production of steam increases at first, then re- 
mains stationary, and at last decreases. It is probable, how- 
ever, that the increased production of steam observed was due 
to the diminution of the priming which is generally very great 
in new locomotives, and which decreases as the grease and dirt 
are removed, and as the violent ebullition at the firebox 
diminishes when it becomes covered with a thin coating of 
scale. 

It is certain that the uniform coating of sulphate of lime 
formed hard and fast on the furnace plates even ^^ inch thick, 
is not 80 liable to lead to overheating as the thinner, but more 
irregular deposits, that sometimes form like barnacles on the 
platos over the fire, or the scale formed of lime salts mixed 
with organic matter which adheres tenaciously, but does not lie 
close to the plates. Indeed, a few greasy rags lying on the 
plates exposed to the fire will lead to overheating sooner than a 
formidable-looking mass of close-lying and compact incrustation. 
But the deposit that produces most frequently the effects of 
over-beating where they are often least expected, and by many 
considered most unaccountable, is the impalpable powder found 
in the boiler when empty and dry, of which carbonate of lime is 
the chief ingredient. In consequence of the\ig)aX^i^«&oV\\»'^Y^\^C^.0^^'9» 
it is loDgheld in suspension, and covers the suTi«AQol^^N>^'^ 
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scum. When the water becomes saturated withthissubstanoe, great 
resistance is offered to the free escape of the steam bubbles, and 
to the free convection of heat. The water is in consequence 
lifted off the plates by the steam that accumulates on their sur- 
face, and allows them to become over-heated. 

The tendency to over-beating is much aggravated, if grease 
or other organic matter be present in the water along with this 
tine floury deposit. The grease appears to combine mechani- 
cally with the carbonate of lime, and when the compound sinks 
on to the plates overnight, or when the boiler is at rest, it 
clings as a loose, spongy mass, too inert to be carried off by the 
circulation or ebullition which it retards, and by preventing the 
contact between the plates and the water, and by offering great 
resistance to the transmission of heat produces over-heating of 
the plates. 

The floury deposit usually consists of at least 60 per cent, 
of carbonate of lime with small quantities of carbonate of mag- 
nesia, sulphate of lime, oxide of iron and alumina, sand and 
other impurities. Its colour may be white, grey, slate colour, 
or fawn colour. When found in the boiler after blowing off, 
the colour depends in great measure upon the heat to which 
it has been exposed, being lighter on the furnace plates, and 
those over the hot brickwork, than upon the stays and upper 
parts of the boiler. Being easily washed out as sludge when 
the boiler is damp, or swept away as fine dust when dry, the 
presence of this deposit often attracts too little attention, and is 
often overlooked as a cause of over-heating. Its presence is 
usually made manifest by leakage at the seams and fracturing 
of the plate edges over the fire, frequently accompanied by a 
gradual and steady depression of the furnace plates both in 
externally and internally fired boilers. In Cornish and Lanca- 
shire boilers the over-heating is not so much at the crown as at 
the sides of the furnace where the plates frequently bulge in- 
wards a few inches above the fire bars, the crown being at the 
same time forced upwards. The presence of grease in combinap 
tion with the deposit is easily recognised by heating a small 
quantity on a red-hot plate, or in a ladle. Grease is nearly 
always present when the feed is heated by the exhaust steam 
from a non-condensing engine, or is drawn from the hot well of 
a condensing engine. In many cases the system of feed heating 
by the exhaust steam, or feeding with water from the hot well 
has to he abandoned in consequence of the injury done to tha 
boiler hy the grease so introduced. 
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The tendency to over-heating when this carbonate of lime or 
carbonate of magnesia powder is present is naturally much in- 
creased when the furnace heat is intense, either from the nature 
of the coal or the strength of the draught, or from the close- 
ness of the fire to the plates. • In fact a very slight increase of 
draught from a difference in the setting of the boiler and 
arrangement of damper, firebars, or bridge, may make a 
decided change in the liability to over-heat. Cases have been 
met with, where, in a series of boilers apparently alike in every 
respect, only one has given trouble from leaking, fracturing, 
and other effects of over-heating, and it is always found that 
this boiler bums the most coals, either from having the best 
draught, or from the fires being forced in consequence of the 
bridge being too high. When the rate of fuel consumption is 
reduced to that of its neighbouring boilers, the trouble from 
over-heating is found to cease. 

That a compact homogeneous mass of incrustation should 
prove less detrimental to the plates exposed to the action of the 
fire than a spongy, less solid, or powdery mass, is easily ac- 
counted for on the principle that loose sand forms a much worse 
conductor of heat than the solid stone from which it has been 
reduced. By way of illustration it may be remarked that if 
we take a kettle dr pan, coated inside with i inch of scale, we 
can boil clean water in it with far less risk of over-heating than 
if we take a clean vessel and attempt to boil milk or water 
thickened with oatmeal, or other like substance. 

In the latter case in consequence of the accumulation of the 
steam bubbles on the bottom of the vessel, and the resistance 
opposed to the convection, unless it be promoted by stirring, 
the bottom of the vessel will soon become over-heated, the effect 
of which IB well known to those experienced in cuHnary 
matters. 

On breaking a piece of hard incrustation taken from the 
bottom or sides of a boiler, the fracture generally presents a 
series of layers, partly crystalline and partly amorphous. The 
layers are of different thickness, from that of paper to i inch or 
more. Interspersed with these hard layers formed by the depo- 
aiiion d the salts, are frequently found thin soft layers of 
earthy matter, which has been held in suspension and deposited 
when the agitation of the water has temporarily ceased. It 
sometimes happens that not two of the numerous layers are 
alike in colour, consistency, or chemical com^^\\i\oTL) %i i^d«:X» ^n^^ 
to the diBturhing inSuence at the souToe oi \>bei<&^^\x.v^l* ^^^^ 
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face of the incrustation next to the plate is very often of a 
black colour, and adhering to it is found a film of oxide of iron, 
whilst the surface of the plate is quite soft, and bears unmis- 
takable signs of wasting, sometimes to a considerable depth. 
This is usually caused by the corrosive action of the iron salts, 
and in brackish water by chloride of magnesia (muriate of mag- 
nesium). This last salt is the destructive agent in sea water. 
When concentrated it decomposes at 212°, according to Faraday, 
forming magnesia and hydrochloric acid. The latter on being 
set free rapidly corrodes the iron. 

From water containing salts of iron in considerable quantity 
the incrustation formed has often a red tinge. Chalybeate 
waters are generally highly injurious to the plates, and the film 
of incrustation next to the iron is sometimes of a deep red, 
colouring the water that comes in contact with it through the 
fissures in the scale, by which the presence of these injurious 
salts of iron is easily detected. Some kinds of the softest and 
purest waters deposit small scales in a somewhat curious manner 
over the plates about -J- inch thick, of irregular shape from 
i inch to 1 inch diameter. On removing these the plate 
is found corroded underneath sometimes to a considerable 
depth. 

The means in use and proposed for preventing and removing 
incrustation may be dassed as follows :— 

1. Blowing off. 

2. Introduction into the boiler of chemical agents, to render 
the impurities in the water more soluble. 

3. Introduction of mechanical agents calculated to prevent 
the accumulation of the deposited particles into a solid mass, 
and to diminish their adherence to the plates and tubes. 

4. The employment of internal collecting apparatus, from 
which the deposit can be removed more readily than from the 
plates and tubes. 

5. The improvement of the circulation by bratioing or 
separating the upward and downwards currents by plates or 
tubes. 

6. Purification of the water previous to its delivery into 
the boiler by heating, treating with chemical re-agents, or 
filtration. 

7. Surface condensation. 

8. Cracking off the incrustation already formed by saddeoly 
expanding or contracting either the scale or the plates. 

9. ilemoval by manual labour. 
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10. Employment of galvanio or other agents whose action 
is not understood. 

11. Allowing the boiler to oool slowly and completely before 
blowing out. 

1. Blowing off is the readiest, and therefore the most fre- 
quently used means for both the prevention and removal of 
incrustation. In most land boUers the blow-off tap is only in 
communication with the boiler bottom, and in most cases its 
effect is too much localised to be of any great value as a pre- 
ventive of incrustation. But there are many boilers provided 
with one or more internal pipes, extending from end to end 
along the bottom, and in connection with the blow-out tap. 
These pipes are usually carried about 1 i clear of the plates, 
and perforated on their under side, where the holes are not so 
liable to choke up as on the top. The common practice is to 
use this bottom blow-out apparatus twice or thrice a day, with 
the boiler at work. 

When this apparatus is kept in good order, experience has 
shown it to be of marked value where the impurities are heavy 
and sink to the bottom. But when the water contains much 
carbonate of lime and carbonate of magnesia, and other ingre- 
dients of light weight, it is found better to blow off after the 
boiler has been for some length of time quiet, and the deposit 
has had time to settle. 

Perhaps the best indirect proof of the efiSciency of the 
bottom blow-out apparatus is shown in the liability of the 
blow-out pipe to become completely furred up if not regularly 
used, when it renders the emptying of the boiler no easy 
matter. 

The fact of the impurities in many boilers being held in 
suspension for some time by the agitation of the water after 
they cease to be soluble, and floating as scum on the surface, 
ha8» suggested the plan of using surface blow-out apparatus. 
Several arrangements of this kind have been invented and are 
extensively used. They are all alike in one respect — they offer 
a quiet place, free from the agitation caused by the ebullition, 
for the deposit to settle in. The deposit that collects is blown 
out at intervails. 

One arrangement, at one time much used, consists of one 
or more trumpet-shaped mouthpieces, in which the scum 
coUeotfl, placed in communication by vertical pipes with the 
horuEontid bottom blow-out pipe. The moutVv y& >oe«X> ^^k^sk^^ 
horisontally f^OB^ the boiler^ and faidng t\xe itoiuXi «vA X^ xi^^^V 
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the surface currents, which always set backwards from the fire. 
This arrangement is very objectionable when applied to most 
descriptions of internally fir^ boilers as the pipes, both hori- 
zontal and vertical, greatly increase the already very arduous 
task of cleaning out the boiler bottom. It very frequently 
happens that this interference with the sweeping out and 
cleaning produces a greater evil than it seeks to remove, and 
no permanent advantage can be expected from the introduction 
of pipes or other obstacles along or near the bottom of Cornish, 
Lancashire, and similar kinds of boilers. 

In order to act with equal efficiency as the water level rises 
and faills, apparatus have been introduced to float on the water, 
but the incrustation interferes with their freedom of action, and 
in many cases they soon become fixtures. 

Another surface blow-out apparatus consists of a S-inoh or 

^^-inch pipe, with a trough cast on its upper side, communi- 
cating with a blow-out tap, usually fixed on the boiler front 
This, cast in short lengths to admit of being passed through 
the manhole, extends from end to end of the boiler, and is 
fixed so that the top of the trough is just about one indi below 
the mean level of the water. In order to be most effective, 
such an apparatus should be placed in the middle of the boiler, 
but here it would greatly interfere with the cleaning of many 
kinds of boilers ; and for this reason, and also for facility of 
fixing, it is usually placed on one side. It is usual to have 
only one pipe in ordinary sized boilers, but two would answ^ 
better in a boiler sufficiently large for their admission without 
interfering too much ynth the cleaning out. 

The single surface blow-out apparatus, just described, has 
been extensively, and in very many cases successfully, used. In 
feome cases, however, it has fallen into disuse and been aban- 
doned, in consequence of the little additional amount of labour 
necessitated in keeping clear the perforations along the top of 
the pipe, without which they are liable to become choked up, 
which renders the apparatus worse than useless, as it must 
always interfere with the free access to some part of the boikr. 
The plan of keeping the perforations clear by introdudng the 
feed through them has been patented, and has given salisfiio- 
tory results. Siuce it is absolutely necessary that the feed 
inlet should be kept clear, this plan ensures the raquiaiio 
amount of attention beiug paid to the blow-out apparatQS* 
Ad objection sometimes raised against surface blowing out m 

the waste it causes, wbicb Va a^A^ftdi \a Q^Vn^a^jki anj imaU 
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advantage it may afford. It may happen that the waste in 
blowing out the hot water may be greater than the loss arising 
from the deposit it is sought to remove. This will, however, 
depend upon the manner of u»mg the apparatus, and as this 
is a matter of some importance, we will consider the principles 
on which its efficiency depends. 

If the deposits were produced merely by the concentration 
of the water, that is, if they were precipitated only on the water 
arriving at the point of saturation ; and assuming the concen- 
tration to be uniform throughout the boiler, incrustation could 
be almost completely prevented by blowing off from any part 
below the water leveL In this case it would only be necessary 
to extract a quantity of water containing a quantity of salts 
equal to that contained by the feed introduced. If the feed 
contained 1 per cent, of any salt, and it required 3 per cent. 
to saturate it, there would be no precipitate if one-third the 
quantity of water introduced were blown out, the water in the 
boiler* being thus maintained below the point of saturation. 
Ordinary sea water contains about ^ of its weight of common 
salt. As the brine in the boiler should never be allowed to 
exceed treble that strength, the volume discharged should be 
equal to half the volume of water evaporated. In many cases 
it is inadvisable to allow the brine to rise above double the 
strength of ordinary sea water, or to exceed -^ of saltness ; the 
brine discharged should then be equal in volume to the nett feed 
water, or the quantity evaporated. The loss arising from 
blowing out is given at page 308. 

It ia evident that the beneficial results obtained from blowing 
out the brine at sea would always be produced with the other 
deposits if they were suspended equally throughout the whole 
body of water in the boiler on ceasing to be in solution. 
Unfbrtunately, however, nearly all the matters excepting the 
salts of soda are precipitated by the mere elevation of tem- 
perature, and are no longer in solution at ordinary working 
temperatures. The heavy sulphate of lime deposits, the most 
troatdeflome to remove, are not long held in suspension. It is, 
thArefore, uselees to rely upon blowing out a large quantity of 
water to prevent the formation of sulphate of lime scale. The 
lifter partides of carbonate of lime, which are longest held 
in suspension when the water ia in agitation, although in 
gieei measure removable by surface blowing out^ ar« \^q>^ 
teadily extracted by blowing out a large quantity ol ^«Nax «.\* 
long inlerFaii^ »b mtmj suppose. Oaxefiii o\>«6£N«X>\.Q»Ti. \^aa^ 
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shoTvn that when either a surface or bottom blow-out tap of a 
land boiler is opened, the deposited matters that have gathered 
in the pipes are copiously discharged all at once. In ordinary 
cases their flow does not last longer than from 5" to 10". 
Unless highly soluble salts, as those o( soda, are present, the 
water discharged after this contains but little incrustation 
matter, and the blowing out is therefore only a waste. The 
proper manner of using blow-off taps, where the object is to 
extract the lime and magnesia salts, is to open them at least 
every hour, or as soon as the deposit has had time to accu- 
mulate in the pipe, foi about 10^ or 12'' at a time, rather than 
for 60" or more every three or four hours, which is the prevail- 
ing custom. This practice will doubtless cause a greater 
amount of wear and tear of taps and packing, and will demand 
more attention than js usually given. 

2. The number of chemical substances introduced into boilers 
with a view to increase the solubility of the contained salts, by 
decomposing them, is very large, and their use has been 
attended with widely varying degrees of success. 

Perhaps the most extensively employed of these substances, 
since it is the cheapest as well as one of the most effective, Lb 
carbonate of soda — the common soda of commerce. White ash, 
or soda ash, being cheaper, is often used instead, but is less 
effective. Soda is found to act well in preventing and removing 
incrustations, consisting of both sulphate of lime and carbonate 
of lime. The manner in which the soda and the sulphate in 
the water react on each other is readily understood. These two 
salts exchange their acids, the result being the formation of 
sulphate of soda, which is very soluble, and carbonate of lime, 
which, being absent from any carbonic acid in excpss, is insolu- 
ble, aiid precipitates without forming a hard incrustation. The 
reaction on the bi-carbonate of lime contained in the feed water 
leads to the same result — ^the precipitation of the lime salts. 
The carbonic acid in excess is seized upon by the soda salt, and 
the carbonate of lime is very rapidly precipitated. The oaibonic 
add taken up by ihe alkaline carbonate is however liberated 
again by the heat, and ike soda is in its original state^ and 
ready to act again as before. This is probably the reason why 
a very small quantity of «oda is found to act with socli effsot ia 
a very large quantity of water. 

The carbonate of lime, after settling, wldch it does no^ 

quickly in the quietest parts of ib.« boiler, remains for the most 

pArt as sludge thski oaA be eas»\]f yi|Bi9&\ifi4 o\t^ «a\^%kHidf hBeft 
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stated, and therefore the boiler should be cooled gradually, and 
not emptied whilst the brickwork and plates are still hot enough 
to bake the sludge into a hard incrustation along with the 
sulphate of lime usually found with it. Before settling, this ' 
precipitate, in consequence of its minute division, is carried by 
the agitation of the water to the surface, and remains for a time 
as a scum, although the specific gravity of the solid carbonate is 
about 2*7. For the arbove reason, when lime salts are present 
in any considerable quantity, the use of soda should always be 
accompanied by frequent and regular blowing out, to prevent 
priming, and the overheating that is liable to take place from 
the thickening of the water, or from the settling of a large 
quantity of deposit on the furnace plates when the water is 
idlowed to become quiet — as at meal times. 

The common practice of introducing the soda is to empty a 
bucketftd, or other quantity, in the solid state, through the 
manhole when the boiler Ib filled and ready to start after clean- 
ing, or else to drop it periodically, at intervals of a few days, 
through the safety valve, when the steam pressure can be allowed 
to falL Now, there is one great disadvantage in thus intro- 
ducing soda into a boiler in considerable quantity at a time, 
namely, the tendency it has to cause priming and all its accom- 
panjring evils, even to the breaking of cylinder covers, &o. The 
liability to cause mischief from the injudicious use of soda has 
frequently led to its abandonment, and, like many other useful 
agents, the evils attending its abuse are worse than the evils its 
jndioioos employment would remove. 

The plan of introducing the soda into the water tanks or hot- 
wella of condensing engines from which the boiler is fed cannot 
be recommended, as a great quantity of the water usually runs 
to waste, and consequently no proper estimate can be formed 
of the quantity of soda tha( actually reaches the boiler. ThjB 
best method in all cases is to dissolve the soda, and introduce 
it eontinuously with the feed, which can be done by connecting 
the Tessel containing it with the suction pipe of the pump that 
BUf^es the boiler. The rate of fiow can be regulated by a 
•mall tap between the suction pipe and the vessel containing the 
aoda. When the boiler is fed with an injector, there should be 
a onaU tank from which the feed is drawn, in which the soda 
can be dissolved. Tius tank should be drained by the injector 
from time to time, to insure the introduction of all the soda into 
the boiler. The proper amoimt of soda to Y»q u^edi S&>cmrX» V^rorcA 
Ij esperieiifia The usual quantity vacieaitom. \ ^. \a ^\^^ 
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per day, aooording to the qoalitj and quantity of the water 
evaporated. With soda ash a larger quantity will be required, 
and with caustic soda a smaller quantity. 

When used in excess, soda is by many considered to destroy 
the engine packing, and to attack the brass work below the 
water level, such as the water gauges and other mountings on 
the boiler front. There can be no doubt that the brass taps 
and valves often require more frequent re^nding to keep them 
tight when soda is used in the boiler. This, however, may be 
attributed to the increased amount of fine grit and powder 
caused to float on the surface, which acts rapidly on the brass 
wearing surfaces, and is another reason why an efficient surface 
blow-out should be provided when soda is used in water con- 
taining much carbonate of lime. 

* Soda does not act iiguriously on the boiler plates, unless the 
salt is concentrated from want of sufficient blowing ofiT, or 
unless the soda itself is impure, and contains acids. Tet it 
has often been charged with causing internal corrosion in all its 
various forms. The belief in its iigurious action has in many 
cases arisen from the following cause. In boilers fed with water 
containing corrosive impurities, together with matters that form, 
a thick incrustation, the damage dono by the former is in time 
to a great extent prevented, and sometimes altogether con- 
cealed by the scale formed. On employing soda, and particularly 
caustic soda, to remove the incrustation, the defects in the 
plates, whose presence may not even be suspected, become ex- 
posed, and being attacked anew by the acids in the water used 
for washing out the boiler, which are not neutralized by the 
soda, are caused to ** bleed." This gives them the appearance 
of having been recently formed, and their presence is at once 
set down to the action of the soda. 

This leads us to the consideration of another valuable 
property of common soda, namely, its power of neutralising the 
free acids so often found in the purest waters used for boiler 
feeding, as well as in those containing large quantities of im- 
purities, and which are the direct cause of pitting and other 
forms of corrosion. The introduction of about half a pound of 
soda per day into an ordinary large-sized boiler is generally 
found sufficient to prevent, or at least to greatly mitigate, any 
corrosive action. 

The well-known property soda has of dissolving and removing 

greaae, which constitutes one of its chief values when used for 

domestic purposes, renders it v«t;^ xiAidxii m Of^f^cooming the 
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difficulty often caused by the presence of grease in the water. 
The foaming up of the water is increased by the addition of 
soda when grease is present. This, if allowed to take place to 
any groat extent, is liable to give trouble by priming ; and 
again, on this account, a scumming apparatus or surface 
blow out flhould be used whenever soda is used with greasy 
water. 

The low price of soda-ash leads to its use instead of oowmon 
soda ; but it is often sold in a very impure state, and mixed up 
with other matters whose introduction intotke boiler had bette 
be avoided. 

Caustic soda kako vsed, 'but is said to have a slightly corro- 
wne -action when concentrated. It removes hard sulphate of 
lime incrustations more rapidly than common soda, and should 
be employed in smaller quantities. Its use should always be 
accompanied with frequent blowing off. 

Potash, or carbonate of potassa, acts with salts of lime and 
magnesia nearly in the same manner as common soda. Carbo- 
nate of ammonia acts similarly on lime salts, but does not pre- 
cipitate magnesia. 

Chloride of barium or muriate of baxyta decomposes golplMte 
cP Ifiiw, ftt'inliig sulphate^ 4f bafyta, wiiioh is preoipiteted. ' nv' 
chloride of calcium or muriate of lime left behind is very solu- 
ble, but when allowed to become concentrated is liable to lead 
to corrosion. 

The above, and many other chemical compounds, have been 
recommended for the prevention of incrustation, but as none of 
them can compare, commercially speaking, with soda, they are 
not likely to be much used. 

Catechu, nntgalls, and other astringents containing tannic 
acid, have been found effective in preventing and removing in- 
crustation. The tannic acid decomposes the lime salts, and 
forms tannate of Ume, which is insoluble at first, and forms a 
scam which should be removed by surface blowing off The 
remaining soluble ccmstituents should also be blown off fre- 
quently, as their concentration is liable to tell severely on the 
iron unless the adds be neutralised by sufficient alkaline sub- 
stances purposely introduced. Where tannic add is found to 
act well, perhaps the best mode of supplying it is to suspend in 
the boiler a log of oak wood with the bark on, fix>m which the 
add is gradually extracted. In all cases where tannic acid \& 
used, its effect on the plates and tnboa «\io\i^<i \m ^9hm&q^ 
watolied 
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Sal-ammoniac, or muriate of ammonia, lias also been sUcceaa- 
fnlly used for preventing and removing incrustationB, consist- 
ing chiefly of carbonates of lime and magnesia. The chlorine 
contained in it forms with the lime chloride of lime, which is 
soluble, and can be got rid of by blovring off. The remaining 
compound, namely, carbonate of ammonia, is soluble, and also 
volatile, and may pass off with the steam ; but when it becomes 
concentrated, it attacks the plates and braaswork about the 
boiler, and on this account the use of sal-ammoniac is said, in 
many cases, to have been abandoned. 

For removing incrustation already formed, hydrochloric or 
muriatic add has been recommended. It is usual to introduce 
it before the boiler is cooled down previous to cleaning. It 
dissolves the deposits of carbonates of lime and magnesia, form- 
ing the soluble chlorides of lime and magnesium, which pass 
away vrith the water on emptying, or being in a state of sludge 
can be readily washed or swept out. Unless used with very 
great care this acid is very liable to attack the plates and tubes 
seriously, and on this account its employment cannot be recom- 
mended. Arsenical and other compounds have also been re- 
commended and used in a limited degree. One important 
circumstance in connection with the employment of these sub- 
stances should be noticed. On account of the expense attend- 
ing their use it is too often recommended not to blow out the 
water from the boiler for a length of time, during which the 
boiler is working, in order to get the utmost benefit from the 
ingredients. The effect of this is to thicken the water to such a 
degree by the concentration of solid matters as to endanger the 
safety of the boiler fix>m overheating. 

It frequently happens that there is a choice of two waters 
for feeding the boiler ; the one a spring or brook, containing 
ingredients that form a hard incrustation, the other a surface 
v^&ier containing peatly or other acid substances, which act 
injuriously on the plates, but at the same time dissolve the 
calcareous matters deposited by the first In such caaen it n 
found of great advantage to play one water off against the 
other, the hard water being used first to protect the plates, and 
the other afterwards to remove the incrustation formed. 

The use of chemical substances for preventing and removing 
scale by rendering it soluble is most required in boilers inacces- 
sible for hand cleaning, or for the solution ot large fragments of 
scale that have been loosened or detached by agents that act 
mecbaiiioallj ; and as sach \KA\fii« casmo\»\)« ic^ examined 
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internally, the greater care is necessary^ot to introduce any- 
thing into them that is liable to injure the plates. 

3. The substances used to act mechanically in preventing 
and removing incrustation by decreasing the cohesion and ad- 
hesion of the deposited particles, are even more numerous than 
those employed to act chemically in decomposing and dissolving 
the solid matters. In fact it is difficult to mention any common 
commodity that has not been employed to prevent incrustation 
in one way or the other, although the manner in which different 
substances may act is often not imderstood by those who employ 
them. 

The substances that act mechanically may be divided into two 
classes, namely, first, those that envelop the precipitated solid 
particles in a glutinous or slimy coating, which prevents their 
adherence to each other, and to the plates and tubes ; and, 
secondly, those that act by diffusion among the particles, so as to 
prevent their cohesion by interposition. Belonging to the first 
class are such articles as Irish moss and some other species of 
marine algse, potatoes, tallow, oil, starch, linseed, sugar, 
molasses, stearine, gum, dextrine, and a host of similar in- 
gredients. Flitches of spoiled bacon have been cut up and put 
inside boilers, bones and all. In a few instances whole dead 
carcases of pigs, dogs, rabbits, and other animals, have been 
introduced, with the object of boiling the fatty matters out of 
them. The danger of using such expedients as those last 
enumerated need not be dwelt upon. However well the use of 
greasy substances may have been found to answer in individual 
cases, it has nevertheless been the cause of an immense amount 
of trouble. It has already been pointed out that grease is a source 
of danger in a boiler, and on no account should it be used, 
especially when the feed water contains carbonates of lime and 
magnesia. The majority of the above substances are largely used 
in different countries ; and the benefit resulting from their em- 
ployment in many cases cannot be disputed. But the common 
practice of introducing lumps of tallow and other substances 
cannot be too strongly condemned. The tallow of commerce 
Taries considerably in its nature, and in its behaviour inside a 
boUer. It is usually assumed that it melts immediately the 
water becomes hot, but there are numerous instances of large 
pieces of unmelted tallow having been found inside a boilei 
after working for two months at 40 lbs. pressure or more. In 
some oases the tallow seems to change its nature on beoomiw^^T- 
meated by the steam. It sometimes coia\)\xi«& ^\^\i\Xki& oxiX^sAx^^'^ 
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matters, and forms into small round balls, by being rolled abont 
the boiler bottom. These are easily removed when the boiler 
is cleaned out, but are liable to cause trouble if they lodge on 
the furnace plates. The tallow appears to combine with the 
lime salts, forming an insoluble soap, which will remain for 
any length of time unaltered in the boiler. The introduction 
into a boiler of some of the glutinous substances mentioned has 
sometimes a wonderful effect in detaching large pieces of incrus- 
tation that can only be likened to flags. The greasy matter 
insinuates itself in an irresistible and curious manner between 
the layers of scale and the plates, and the variations of tem- 
perature or a few blows with a hammer complete the detach- 
ment. Some of the more viscid substances act better than oil 
in this respect : they appear more searching and tenacious. 

Belonging to the second class are day and similar substances, 
which are mixed with water and introduced along with the feed. 
Mising intimately with the other solid particles as they become 
disengaged, the clay prevents their cohesion. This action is, 
however, by no means certain, and it is obvious that this ex- 
pedient only adds to the soUd matters held in suspension, which 
too often find their way to the engine cylinder, and are very 
liable to settle upon the furnace plates when the damper is 
closed and the boiler is quiet at meal times and over night. 
Experience has proved the disadvantage of this method, and it 
is now but very rarely employed. Colouring matters, such as 
logwood, are found to act in a similar manner to the above in 
preventing the cohesion and accretion of deposit. They are 
introduced either in the form of powder or chips. In the 
former shape, however, the substance is likely to cause trouble 
at the cocks and valves. 

In order to prevent the adhesi(xi of the deposited matters, it 
is a common practice to smear the plates and tubes over with 
slimy or oily mixtures every time the boiler is emptied and 
deaned. A favourite mixture consists of tallow, blacklead, and 
soft soap; railway grease and other similar substances being 
sometimes added. Provided the coating of grease is thin, and 
laid carefully on with a brush, it is far less objectionsble than 
the introduction of grease into the boiler in large pieces, or 
even in a fluid state, when it is always liable to stick to the 
plates and cause overheating. There are many cases where 
boilers fed with water containing sulphate of lime have been 
kept very fiwe from incrustation when the smearing is frequent^ 
sad cuefuUj cazxied out. 
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There b yet another way in which foreign pariicles added to 
the feed water, and which have no tendeucy to cohere or con- 
glomerate, act in preyenting the hardening of the incroAtatioBL 
on the plates. They form nuclei, round which the particles of 
lime and other salts collect before they subside. These centres 
of deposit do not readily agglomerate, and can be easily removed 
by washing out. Sand, and sawdust of different kinds of wood, 
but piinoipally mahogany, have been used with this object. 
The great objection to this method in some oases is the liability 
of the small foreign substances to be carried over into the 
qrlinders, and there cause trouble ; and the employment of 
such a substance as sawdust is not conducive to safety and oon- 
yenience in working the taps and valves about the boiler. 

A great number of the proprietary anti-incrustation compo- 
ntioDB act mechanically, others depend upon a chemical action 
for their alleged efficiency, whilst a few aim at supplying both 
modes of action tor the prevention and removal of incrustation, 
lliese compositions are often sold as being efficadous with all 
kinds of water. The possession of any such efficacy is scarcely 
worthy of emphatic denial A composition that may act bene- 
ficially in one kind of boiler, and with a certain water, may 
prove actually dangerous when used under different conditions 
of boiler aixangement and water. The remark may be here 
repeated, that with a view to prevent wasting any of the 
composition, often purchased at an exorbitant price, a recom- 
mendation is frequently given not to blow off the boiler for some 
time, perhaps a week, after the composition is introduced, in 
order that it may be used to the greatest advantaga This 
advice should never be followed, as the bottling up of a boiler 
for a length of time, and thereby concentrating a kurge quantity 
of carbonates of lime or magnesia, in combination with greasy 
or glutinous matters, is attended with great risk of overheating. 
There is also another consideration which skould not be over- 
looked : the purchase of these nostrums has often an indirect 
tendency to make matters worse rather than to improve them, 
for ikeir certain efficacy is so highly lauded by the vendors that 
the boiler attendants think they have nothing else to do than 
introduce the composition according to directions, and spare 
themselves all further trouble of carefully removing the scale 
l^ chipping <x washing out when the boiler is periodically 
emptied. The result of this is annoyance, expense, and actual 
daa^ger. Instances may be cited where the purchase of a ^^W 
known anti-incrustation compound to i^ «x\ai^ ^ tlwV| 
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£200 per aDnnm hag only resulted in ahortening the life of the 
porchaftera' boilers by 50 per cent. 

4. Besides the bottom and surfeuse blow-out apparatus, the 
plan has also been tried of suspending in the boiler independent 
vessels of various descriptions, blocks of wood, pieces of sheet 
iron, and other suitable contrivances for the deposit to settle 
upon instead of upon the plates. These can be taken out of 
the boiler and the scale removed by hammering, or cracked off 
by sudden expansion and contraction. This principle is most 
fully carried oat in the method, which has been to some extent 
aJ opted, of lining the boiler shell with a series of short lengths 
of plate, which are kept a few inches distant from the boiler by 
suitable distance pieces, forming, in fact, a duplicate bottom 
and sides, which terminate a few inches below the water leveL 
By this meauB the passage for the escaping steam particles and 
ascending current of water is contracted, and the rapidity of the 
circulation increased in proportion. The solid matters carried 
by the circulation over the top of the plate are deposited on the 
inside lining, where the water is comparatively quiet, whence 
they are removed bodily with the lengths of plate through the 
manhole. It is bbvious that this plan is most applicable to 
plain cylindrical boilers. The objection to it appears to be the 
dificulty it offers to cleaning and examining the boiler plates 
wl^en the casing becomes too thickly coated with a hard incrus- 
tafiion to admit of ready removal and replacing, which it will 
inevitably do in course of time, with very bad feed water, unless 
care be taken that the • boiler is not cooled down rapidly 
previous to emptying for cleaning. Bo long as the boiler 
is gradually cooled and emptied cold much of the deposit 
will remain soft, in which state it would also be found, at 
least to a great extent, under the same conditions without the 
casing. 

5. The prevention of the deposition of the solid matters 
where they would prove troublesome, is effected by improving 
the circulation of the water either locally or throughout the 
boiler by the method last noticed, and other similar devices, as 
itfrell as by the addition of water tubes in Cornish and Lanca- 
shire boilers. There are several patented arrangements of 
tubes for imi»oving the circulation and increasing the amount 
of heating surface in boilers of limited size, whic^ are said to 
remain free from scale by virtue of the circulation maintained 
within them. This is tnie with moderately good water, and 
where they are well attended to, bu^* with very bad feed water 
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and ordinary attention most kinds of ** improved circulation " 
tubes will be found to give trouble. 

6. The employment of external collecting vessels in which 
the calcareous and other matters are deposited previous to the 
entrance of the water into the boiler has long been in vogue as 
a preventive of incrustation. The oarbouate of lime may be 
precipitated in close or open vessels or in pipes, by the applica- 
tion of the waste heat from the boiler, or by heating the water 
with the exhaust steam. In order to throw down any con- 
siderable quantity of sulphate of lime, the water must be very 
highly heated, and pipes placed in the flue may be employed. 
It ia evident that this is only removing the annoyance one 
degree, as the incrustation which forms in the secondary vessels 
in its turn requires removal It is on this account tiiat this 
mode of piuification is not more extensively adopted. It must, 
however, be urged in favour of this system that when the cal- 
careous matters are extracted in sufiScient quantities to keep the 
boiler in a «atisfiEtctory condition, the danger from overheating 
should be removed. 

Dr. Clark's well-known process of purification comes under 
this head. Instead of applying heat, this method consists in 
adding a measured quantity of lime in solution to the water 
containing bicarbonate of Ume. The added lime combines 
readily with the carbonic acid, and the resulting carbonate of 
lime is precipitated along with the disengaged carbonate which 
was held in solution as a bicarbonate. 

When the water contains also sulphate of lime, this may be 
subsequently precipitated by the addition of soda salts. Indeed, 
both the lime salts could be precipitated in a single process by 
a solution of carbonate of soda, but the double process would 
I«obably prove less ooetly in the long run. In these chemical 
processes the water should be analysed^ and the proper amount 
of lime or soda to be added deto'miued by actual test. Where 
the quantity of lime salts varies considerably at diflerent times, 
these chemical inrocesses are scarcely applicable, in consequence 
of the number of tests necessitated to arrive at the proper 
quantity of lime water to be added. Clark's process has been 
employed to some extent with success, but it appears too deli- 
cate in its application to come into general use. When com« 
pletely carried out, the purified water requires filtering, and this 
necessitates the employment of two or three separate tanks, and 
an amount of attention which is not easily obtained. It ^& "^or 
bably only where the water available is &o \>a/i a& V> \m q^^^Xa 
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unfit for use that this system is employed. The space occupied 
by the external collecting vessels and their additional weight, 
renders the plan inadmissible in many cases. It may be re- 
marked that many of the anti-iDcrustation compounds might be 
applied with more advantage and less danger in external purify- 
ing vessels than in the boilers, 

7. In those cases where the feed water holds much foreign 
matter in suspension, usually in the form of sand or clay, it 
is advisable to resort to filtration, by forcing the water up- 
wards through a series of layers of pebbles, bones, or other 
snitable materials. These, in their turn, require frequent 
cleaning, which is usually best effected by turning on a 
current of steam or hot water through them as often as found 
necessary. 

8. The system of surface condensation, found so efficacious 
with salt water in sea-going steamers, has made remarkably 
little progress in its application to land boilers and condensing 
engines. 

This system consists in passing the steam from the cylinders 
in one direction over the internal or external surface of a num- 
ber of tubes, where it is condensed by contact with the surface, 
oooled by a stream of water (or, more rarely, by a current of 
air) passing continually in the other direction and on the 
other side of the tubes. The condensed steam is thus, ren- 
dered capable of being used continuously over and over again 
in the boiler. There can be no doubt that this method oould 
be applied with advantage in using many descriptions of water 
acidulated, or impregnated with salts that cause trouble in the 
boiler. 

It has been found that very pure or distilled water acts 
injuriously on the plates, and in most cases where surface con- 
densation is used it is advisable to allow the internal surface 
of the plates and tubes to become covered with a very thin 
coating of incrustation, in order to protect them from the 
corrosive action of the water. This coating, in some cases, it 
will be found necessary to renew from time to time by using 
a certain quantity of water containing lime-salts, which it may 
be necessary to supply artificially. 

In some surface condensers the side of the tubes in con- 
tact with the steam is found to become coated and dogged 
with grease. This can be best removed by washing with an 
agueous solution of soda or potash. 

In using sea water foe ftuxlaoe condensation no trouble is 
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likely to arise with the water side of the tubes ; but in using 
fresh water, containing bicarbonate of lime, the elevation of 
temperature will cause the precipitation of the lime salt, 
which will rapidly incrust the surfaces it comes in contact with^ 
and so impair the efficiency of the apparatus. It is, perhaps, 
on this account that surface condensers are not so applicable to 
many kinds of fresh water as to sea water. 

It has also been found that the. grease carried over from the 
engine cylinders, in using the condensed steam unchanged for 
a lengthened period, acts injuriously in pitting the plates and 
iron tubes of the boilers. This defect has been ascribed by 
many to the decomposition of the grease and tallow by the 
protracted action of the steam and hot water, by which a fatty 
add is formed that attacks the iron where the grease lodges. 
The fSftct of small particles of brass and copper having sometimes 
been found in the pitted holes, has given rise to the opinion 
that the corrosion is due to galvanic action. This supposition is, 
however, rendered improbable by the fact of the pitting being 
often more marked when no brass or copper is, or can be, 
present. The action of the adds can be prevented by intro- 
ducing solid carbonate of lime or other substances having 
similar chemical properties, which will form with the acid a 
solid insoluble soap. This plan is, however, open to the 
objection that the heavy compounds are liable to settle upon 
the plates or tubes, and cause overheating. 

. 9. When incrustation has once formed the safest plan for 
its removal is to chip it off carefully with suitable tools. 

This is sometimes a most laborious and slow operation where 
the construction of the boiler is at all complicated and the 
scale is refractory. In such cases the chipping is by no means 
a simple process, and the ingenuity of the engineer is often 
taxed to devise suitable tools for acting effectively on inacces- 
sible parts of the boiler. The chipping shoidd always be care- 
lolly done, 80 as to injure the surface of the plates and rivet 
heada as little as possible. By rough and careless workmen 
the indentations made in the iron with the chisels and picks 
only serve as ao many points for the firmer adhesion of the 
scale subsequently formed, and from which it is always more 
difficult to remove than from the unbroken surface of the 
plates. Any corrosive agent present in the water has also a 
better opportunity for attacking the iron when the surface is 
broken. 

10. Perhaps the most objectionable metlaLodL ol x«iSLvrai% 
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the incrustation, although frequently employed, is to crack 
it off by suddenly oontractiug or expanding the plates or 
the incrustation itsel£ The contraction is effected by sud- 
denly letting into the boiler, after blowing off with the steam 
up, a Yolame of cold water, or opening wide the furnace 
doors, chimney damper, and entrances to the flues as soon as 
the fire is drawn. Thi<) is often found to bring the scale off 
in large fragments, or so to loosen it that it falls off during 
the subsequent working of the boiler, if it does not readily 
admit of being immediately hammered or wedged off. The 
consequences likely to arise ^m this reckless practice are too 
obvious to require special comment, suffice it to remark that it 
has directly caused the destruction of many a boiler, and indi> 
rectly the loss of many a life. It is an expedient too often re- 
sorted to by attendants who have an interest in showing the 
apparent efficacy of many worthless boiler incrustation remedies. 
Unscrupulous vendors of compositions and other alleged methods 
of removing incrustation have been known to bribe boiler 
attendants, who, in order to convince their employers of the 
alleged benefit arising from the use of the vaunted nostmm, 
are compelled to have recourse to the reckless measure in 
question. 

The removal of scale by expansion is effected by cooling 
the boiler down, either suddenly or gradually, and idlowing it 
to stand until quite cold, when steam superheated, or as hot 
as it can be procured, is let suddenly into the dosed-up 
boiler. This has the effect of causing the incrustation to ex- 
pand more rapidly than the underlying plates, when it breaks 
and falls off, or loos^is its hold sufficiently to admit of being 
easily removed by manual labour. This expedient is only 
sometimes successful, but is always attended with a risk of 
starting the seams and joints, and so causing injury to the. 
boiler. Its use cannot therefore be recommended. It has 
often been tried and failed, especially when the outside of the 
boiler is still warm, and the incrustation is covered with 
moisture, which prevents the sudden effect of the steam where 
it is required. 

11. Attempts have been made at various times to prevent 
the formation of scale, and to remove it when already formed, 
by magnetism. The manner in which the electric current is 
induced in some of the so-called magnets that have been em- 
ployed is by no means clear, and in some instances the prcK 
duction of any electric action ia mote than doubtfuL And, 
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even supposing a current to be produced by the diRturbance of 
the electric eqniibriam, in the disengagement aud discharging 
of the steam, the whole electiic force, even when concentrated, 
is probably so small in amount under the unfavourable con- 
ditions found in a boiler, as to be of no practical importance. 

Again, the manner of action of the electric cnrreut in pre- 
▼eiitiiig the deposit from forming or hardening is not known. 
Whether a vibration of the plates and tubes is caused, or 
whether they are made to expand and contract continuously, in 
mich a manner as to loosen the scale aud prevent its adherence, 
is by no means clear, and it is certain that any such actions 
ooald only prove detrimental to the boiler. 

The employment of electricity as an anti-incrustative agent 
is almost abandoned at the present day, but we may shortly 
expect a revival of it in one form or another. 

That this means of removing scale has been stated to be 
successfol on what should be good authority there can be no 
doubt. But in more than one case it has been found that 
gold and not electricity was the agent to which the incrustation 
yielded. Any unscrupulous boiler attendant, by suddenly 
cooling the plates when emptying the boiler, can produce 
results which he can ascribe to the efficacy of any kind of 
anti-incrustator it may be to his interest to extol. 

12. The simplest, and at the same time the most neglected, 
method of preventing and removing incrustation, is to allow 
the boiler to cool as gradually as possible, and to stand with 
the oold water in for a few days before emptying, which should 
be done frequently. By this means, which, however, in most 
crises requires the use of a spare boiler, the deposits are saved 
from being baked hard and fast to the plates, and the sulphate 
of lime already indurated has an opportunity of redissolving in 
the oold water, and on emptying a boiler with moderately bad 
water, a much greater amount of silt, mud or sludge will be 
found all over the inside below the water line than when the 
boiler is blown out with steam up. 

Now, the difficulty of getting men to undertake the unplea- 
sant job of wallowing amongst this wet mud in the attempt to 
brush it out of some kinds of boilers is the principal objection 
the advocates of this plan have to contend against. The labour 
OAUp however, be much shortened by washing out the sludge 
with a hose pipe when a head of water is available Boilers^ 
by this simple method, and the use of a smaVV c\\xAiii\A.V} ^^ ^«A^ 
have bees rtfUerwi from the evil of thick iuot\\&\»aX\.oTL «iv»c ^^^ 
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failure of many expensive boiler oompositionB. Against this 
method it is sometimes urged that the bottom blow-out pipes 
become choked up unless the boiler contents are emptied while 
tbere is still a considerable pressure after the fires are drawn. 
This Section always proves a defect in the arrangement or 
attention to ihe blow-out apparatus rather than any defect 
involved in the priAoiple recommended. When it b required 
to cool a boiler down mpldij, it will be found best to run in 
cold water at the same rate Bt» ihe hot water is discharged. 
By this means the cooling is effected mfkll^rj but gradually and 
uniformly. 



CHAPTER IX. 

WEAR AND TEAR. 

Fbom the hour a boiler is set to work it is acted upon by 
destroying forces more or less severe and uncontrollable in their 
work of deterioration. These forces may be distinguished as 
chemical and n^echanicaL In most cases they operate inde- 
pendently, yet they are frequently found acting conjointly in 
bringing about the destruction of the boiler, which wilf be more 
or less rapid according to circumstances often difficult to detect 
or fix upon with certainty. 

Corrosion, internal and external, but more especially the 
latter, is the malady that most boilers are liable to siiffer from. 

Internal corrosion presents itself in yarioas forms, each 
having a character of its own, but only sometimes strongly 
marked. These are usually designated as — 1, imiform corro- 
sion or wasting ; 2, pitting or honeycombing ; and 3, grooving. 
The first mentioned is the effect of the chemical action of the 
feed water or substances introduced into the boiler ; the second 
is also due to chemical agents, assisted, as held by many, by 
galvanic action ; the third is due to chemical and mechanicid 
action combined. 

By uniform corrosion is meant that description of wasting 
of the plates or tubes, where the water corrodes them, iu a 
more or less uniform and even manner, in patches of consi- 
derable extent, and where there is usually no well-defined line 
between the corroded part and the sound plate. Although 
seldom so uniform in its effects as ordinary rusting, this corrosion 
yet approaches it in its character and etfects. The presence of 
this as well as of the other kinds of corrosion is generally not 
difficult to detect. Even when covered with a considerable 
thickness of incrustation its presence is often revealed on 
emptying the boiler by the *' bleedingy'^ or red streaks, where 
the scale is cracked. But in some cases, even 'whei^ V^Di^ ^^^Ka;^ 
are free from incrustation, uniform corrosion.) m <^OTi<s^^Q^^\i^^ ^^ 



188 A TREATISE ON STEAM BOILERS. 

its even surface and the absence of any well-defined limit to its 
extent, may readily escape detection. Often, when actually 
discovered to exist, the dei>th to which it has penetrated can 
ouly be* ascertained by drilling holes through the plate and 
measuring the amount of material remaiuiug. With lap joints 
the thickness remaining at the edge of the plate and round the 
rivet heads may serve as a guide to the amount of wasting ; but 
this may prove treacherous, since the adjacent plates may both 
be corroded to an equal extent along with the rivet heads, 
which will give the edge of the plate the appearance of having 
the original thickness. 

One of the mo^t remarkable circumstances in connection with 
all kinds of corrosion is the apparently capricious manner in 
which it makes its appearance. For example, in two boilen 
alike in every respect, fed with the same water, and subject to 
the same treatment, one may be foun<^i attacked at the front end 
and at mid-height, whilst the other may be affected only on the 
bottom at the back end. In such oases there can be little 
doubt that the difference in the quality of the plates for re- 
sisting the corrosion has much to do with the apparent caprice 
of the acids in the water. The water from some wells and 
mines, and from certain canals and streams, attacks the plates 
violently only at the water line, whilst throughout the rest of 
the boiler the plates are comparatively or absolutely unharmed. 
In Bome instances this is very marked, the injury done to hori- 
zontal boilers being confined to a belt of about 6 inches or 
8 inches at the water level, and in long vertical boilers to a belt 
of about 24 inches, according to the range of the water leveL 
The boilers in some districts are attacked by surface and well 
water ouly on the bottom, whilst in neighbouring districts the 
tubes are attacked more than the shell, or vice versd. In one 
case the corrosion is chiefly confined to the bottom of the fur- 
nace tube, in another it is limited to the narrow water spaces 
at each side of the tubes in Lancashire and similar kinds of 
boilers. The water in some localities, whilst but slightly acting 
upon the body of the plates, attacks the rivet heads or edges of 
the plates and angle irons. Sometimes it happens that it is 
mainly the transverse seam rivet heads and plate edges that are 
attacked, sometimes the longitudinal seams ; out of 100 rivets 
10 may be seriously affected whilst the rest remain sound ; or 
the outer courses of plates on the bottom are affected mora than 
the iuuer oouraes. The stays are often far more rapidly wasted 
^'"**^ the platen, A screwed stay iiVil \><d nVoVs^uV^^} ^.t^cked at 
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the thread whilst the nnhroken or turned surface will escape. 
In fiict, it is almost impossible to Conceive any vagary the acid 
in the water oould commit, examples of which are not to be met 
with. This apparently capricious action of the oorrosive agents 
is to be ascribed to their gravity, to their concentration in 
certain parts of the boiler, to their action being increased where 
the temperature of the plates is highest or lowest, to the circu-» 
lafcion of the water, to the nature of the iron, and to other 
more hidden causes. 

With the feed water from one supply only, corrosion is found 
more often under an incrustation of sulphate of lime than under 
one consisting chiefly of carbonate of lime. In many boilers fed 
with water containing the former salt a coating of oxide of iron 
of a black colour may be found adhering to the detached scale, 
which as often as it re-forms and is broken off brings with it a 
fresh film of oxide. 

Another peculiarity worthy of notice is the different manner 
in which the plates and rivet heads behave with different kinds 
of waters after the wasting has been going on for some time. 
In most cases the corroded iron is readily removed, if it does 
not come off without means being taken to detach it. But 
cases are to be met with where the corroded iron adheres tena- 
ciously to the sound plate beneath. In such cases considerable 
force is required to remove it, and the presence of the corrosion 
is not Buspeeted uutil the hammer or pick is forcibly applied. 

It is the opinion of many that the presence of a small pro- 
portion of carbon in steel will preserve it in a great measure 
from the wasting effect of bad feed waters. No doubt it does 
80 almost totally with some waters, but with others it appears 
to have the opposite effect. 

Unlike ordinary internal corrosion, the extent of the effects 
of pitting and honeycombing are well marked by the sharply 
defined edges they present. The term honeycombing is most 
aptly applied when the plates are indented by very small holes 
close together. Pitting may be defined as confluent honey- 
combing, and is found in holes and patches varying from 
i inch to 12 inches diameter, and assumes most irregular forms. 
The depth of the cavities varies from ■^■^'' to ^ inch or more. 
This form of corrosion u certainly most capricious in its attacks. 
It may be found on every plate of a boiler in contact with the 
water, and sometimes in the steam spaces and domes ; or it may 
be found only on a single plate either above ox V^^o'n >^^ ^v^Xax 
line; whUBt the remainder bear no tracer oi QoxicMi&.o\i^\^a^A^^^* 
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Boilers fed from the same water main and worked under similar 
oouditions are sometimes fonnd pitted in strangely different 
manners. Out of half a dozen boilers made of plates of the same 
brand, and worked side by side, one may be found so severely 
pitted as to require the renewal of one or more plates, whilst 
the other five boilers remain not at all or scarcely affected. 

The mysterious manner in which pitting so often occurs, and 
its peculiar character, have not yet been altogether satisfactorily 
explained. It was once commonly ascribed to voltaic action 
between the iron plates and the brass tubes when found in loco- 
motive boilers, but this theory was found to break down when 
the same pitting was found in similar boilers with iron tubes, 
and having neither copper nor brass near the portion affected. 
It was then advanced that the voltaic action took place between 
the different qualities of the scraps composing the plates, which 
are understood to exhibit different electric conditions, the 
electro-positive metal of the battery acting on the chemical 
solutions in the water, and becoming decomposed. Then it 
was advanced by the supporters of this theory that pitting 
would not occur with an electro-homogeneous metal such as cast 
steel, since the third element would be wanting. But cast-steel 
plates have been found to suffer from pitting as much as iron, 
and even more with some waters ; yet with other waters which 
severely attack wrought iron steel is found not to suffer in the 
least. The pitting of cast steel either proves that it is not the 
electro-homogeneous metal it was supposed to be, or that the 
pitting of boiler plates is not due to galvanic action, unless the 
electro-negative element, as well as the exciting agent, be 
present in the water. Hie sharpness of the edges of the cavities 
is stated to be increased as the intensity of the voltaic 
action increases. 

After all that has been said and written on this qaestion it 
would seem that the phenomenon of pitting can in most cases be 
just as satisfactorily explained as being the residt of simple 
chemical action without the aid of galvanism. 

The concentrated acids of the water will attack the most 
susceptible portions of the plates. Whether the plates in the 
steam space are attacked or not will depend upon the nature of 
the acids, whether they are volatile or not, or whether the liqnid 
acid is carried into the steam space by priming. 

The wasting of the inside of locomotive firebox shell j^tes 

ronnd the copper stays is generally set down to voltaic action. In 

wlist degree this may be the actusA. cau«A QKim.Q\iT«AA5&:;i \m deter* 
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mined, but there can be no doubt that the wasting of the 
plates round the holes is in great measure due to the injury 
sustained in punching, which renders the iron more susceptible 
to the action of the water. Drilling instead of punching the 
stay holes has been attended in some cases with good results, 
enabling the plate to hold out much longer against the wasting 
effect of the water. 

The rapid local wasting of locomotive firebox stays where they 
pass through copper plates, which often occurs when certain kinds 
of feed water are used, is perhaps the most conclusive evidence 
of the presence of galvanic action, j inch bolts become re- 
duced in a few years to half their original diameter inside the 
bole, whilst the thread in the copper plate remains perfect, and 
the bolt is not affected by corrosion about an inch from the 
copper plate. The wasting often commences first at the stays, 
near the firebox crown, where it is probably induced by the 
bending action due to the expansion of the plates, which is 
most severely felt at this part. 

As to the means to be employed for preventing internal cor- 
rosion, the surest is obviously to abandon the use of water 
which has a corrosive effect upon the plates. At mines where 
the bad feed water is drawn from the ground it can sometimes 
be replaced by surface water more free from acids, and in cities, 
when the well water is found to injure the boiler, it can 
generally be replaced by the town supply of a better quality. 
There are, however, cases where the expense of using towns' 
water is so great that it is found more economical to employ 
corrosive well water, and lay down a new boiler every five or 
six years. This practice is however attended with great risk, 
on account of the temptation to use the corroded boiler to the 
last minute of safety. 

When the water is found to affect the plates only in par- 
ticular places, as at the water level, it is well, on the score of 
economy, to introduce thicker plates in such places, and to 
arrange them so that the seams of rivets, which are the 
weakest portion, do not come within the region attacked by 
the water. There exists great prejudice against introducing 
plates of different strength into a new boiler shell, in conse- 
quenos of the non-uniformity of strain throughout the structure 
it involves, which in many cases is already more than desirable. 
But the question arises, is there any greater disadvantage in 
having the non-uniformity of strength at tbebe^tOiYii^V^tASL^ 
the middle of the life of the boiler, svuce 1^ vti^^^vc^^ \&. 
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strength must, under the circumstances we are consideriDg, 
necessarily occur at one time or another ? There appears to be 
no sound reason for hastening the time for repairs, by making 
the strength uniform at first, when it is known that it cannot 
long continue so. 

When there is no choice of feed water, the simplest 
method of preventing the corrosion caused by the majority 
of waters is to neutralise the acidity by treatment with 
some alkaline substance, either prior or subsequent to the 
introduction of the water into the boiler. This is best done 
by using soda, soda ash, or caustic soda, which should be dis- 
solved and constantly introdaced with the feed water, rather 
than in doses at long intervals. The quantity required will 
vary according to the strength and quantity of the acids in the 
water. It must however be remarked that when strong saline 
solutions are formed in the boiler, as in using salt water, the 
introduction of soda will be found to be an evil, and the only 
remedy in this case is to keep down the strength of the solution 
by frequent blowing off from bottom and surface. The methods 
of filtration and surface condensation have been found tb 
answer welL When comparatively pure water, such as id 
obtained by surface condensation or from the water supply of 
some towns, is found to act injuriously on the plates, the cor- 
rosion may be prevented by allowing an amount of impure 
water to enter the boiler sufficient to deposit a thin layer of 
scale, which will protect the plates against the action of the 
more pure water. 

Grooving, channelling, or furrowing, as it is variously called, 
is found of two different kinds, which, however, do not always 
present such distinctly marked characters as to precisely indi- 
cate the different causes of their formation. One kind is 
caused entirely by the straining and fretting of the iron, where 
a considerable change in the direction of the strain takes place. 
Where it is not aided by the corrosive action of the water, 
it may penetrate deeply into the plate or angle iron, without 
being more than -^ inch in width at the surface. Sometimes 
this grooving is so fine as to appear more like a fracture, and is 
very difficult of detection. Any acidity in the water appears 
to widen the grooving, by attacking the surface laid bare. It 
is most commonly found in stationary boilers of the Cornish 
and Lancashire types on the flat end plates round the edge of 
the angle iron over the tube crown, and more frequently at the 
front end thAU at the back, ll ii^ \)&\i»^^ deepest aelur the 
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centre of the crown, and extends on either side for a length of 
from 6 to 24 inches, and gradually disappears. Sometimes the 
grooving selects the root of the angle iron or flange of the tube 
plate instead of the end plate. The choice will depend upon 
the relative power of resistance of the parts joined. These 
angle irons are usually about ^ inch thick ; and when the plate 
does not exceed -^^ inch in thickness, it is almost invariably 
chosen ; but when the plate is \^ or | inch thick, the grooving 
is often found in the angle-iron root. In like manner, when the 
fumaoe-tube plate is flanged, being the weaker, it is selected, 
the grooving taking place in the comer of the flange rather 
than in the end plate. 

This grooving is caused by the too rigid staying of the ends 
by gussets or other stays, and by the difference between the 
expansion of the tube crown and boiler shelL As far as the 
bridge only the furnace crown is heated by the fuel and gases, 
the bottom being kept comparatively cool by the entering cur- 
rent of air. When the flue tube beyond the bridge is clean, 
the whole circumference is exposed to the radiation and contact 
of hot gases ; but even in this condition it is improbable that 
the bottom receives anything like the same amount of heat 
by radiation that the top receives by contact with the flame 
which dings to the upper side. After the boiler has been at 
work a short time the bottom of the flue is maintained at a 
comparatively low temperature by the dirt that accumulates 
upon it. We may therefore consider the flue crown, under 
ordinary working conditions, as being much hotter than the 
bottom, and the greater expansion must cause a correspondingly 
greater strain at that part of the end plates to which the crown 
is attached. 

This longitudinal expansion is accommodated in part by the 
springing of the end plates and in part by the arching of the 
tube. That this arching takes place has been proved by 
actual test, the tube of a 30-feet long boiler having been found 
to rise fuUy } inch near mid length on heating the water to 
the boiling point, and without forcing the fire. Such an 
elevation of the crown is too great to be account<ed for by the 
dromnferential expansion alone. Were the longitudinal ex- 
pansiun, which must take place very gradually, maintained 
at the same degree all the time the boiler is at work, it 
' would not account for the grooving ; but every time t>bA ^vi^- 
docMT is opened the rush of cold air again&t tVie \io\i "^laX^*^ \klv\sX* 
eaose them to contract suddenly, and to ibia xapVd. qou\>x«.^\Iv>>^x 
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repeatedly takiog place, must be ascribed the action wMoh 
causes the fretting of the rigid end plates or angle irons, as 
the case may be, which results in grooving round the end 
attachment of the furnace crown. The means for preventing 
it is simple. We have only to lessen the rigidity of the end 
plate, so as not to confine the bending action to one line. 
This may be done by allowing a sufficient distance between 
the tube and the end-plate stays for the plate to spring freely. 
Nine inches is found sufficient with | or f inch plates. The 
use of '* Adamson" or ^'Bowling" hoops, which allow the tube to 
expand freely and reduce the strain upon the end plates, will 
prevent grooving to a great extent. 

The grooving is not always confined to the crown, beiug 
frequently met with on the firont end plates of Lancashire 
boilers between the tubes, when these are very close together 
and secured to the ends by *^ spectacle" pieces, the water space 
being too small to admit of using angle irons. This grooving 
at the " spectacle " plate is probably in some measure due to 
the variations in the temperature of the two tubes not taking 
place simultaneously, which is especially the case with alternate 
firing. The only cure for this grooving at the middle water 
space is the removal of the *' spectacle" piece and tapering 
down the ends of the tubes, to give increased space to allow 
the end to spring. 

It i& but seldom that grooving is met with at the water 
spaces between the tubes and shells of Lancashire and other 
double furnace- tube boilers. A few instances of this have, 
however, occurred. Such cases are liable to be overlooked in 
consequence of the inaccessibility of their position. Their 
presence is more difficult to account for than the other cases ; 
but this side grooving is found in conjunction with a low fire- 
grate, very thick end plate, and cramped side water spaces. 
Gases of grooving beneath the tube are extremely rare. 

There can be no doubt that introducing the feed water at a 
high temperature, near the level of the tube crown, and 
thereby improving the circulation and decreasing the difference 
in temperature above and below, tends to lessen the end 
grooving. '^ Galloway " boilers are not found to groove so muck 
as '* Lancashire " boilers, similarly stayed, probably owing to the 
better circulation of the water in the former. 

The trouble from grooving and leaking caused by the too 

rigid staying of the ends of internally fired boilers h«a» i& 

nuujjr cases, led to their abandonment Ixi otd^ssc io ikToid tlit 
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grooving over the tubes of Gomifth and Ljincashire boilers, 
many makers rashly dispense with gusset and longitudinal 
stays, and substitute inefiScient stiffening ribs of angle or T 
irons, the result being dangerous fractures through the line of 
rivet holes, or at the root of the angle iron securing the end 
plate to the shelL 

Other examples of grooving, cause^l by the upsetting action 
near the parts affected, may be mentioned. The domes of 
locomotive boilers are sometimes found grooved internally, in a 
line opposite the edge of the angle iron attaching it to the shell. 
This is caused by the great strain thrown upon the angle iron, 
in consequence of the large quantity of the shell it is still 
too often the fashion to cut out for the dome hole. 

The shells of vertical boilers, with internal furnaces, are 
liable to internal grooving round the upper edge of the founda- 
tion ring, between the nhell and tube, when the ring is not 
made of sufficient depth to resist the upsetting action caused 
by a severe downward pressure on the furnace crown. 

The curved bottoms of haystack and wagon boilers under 
pressure have also a tendency to upset the angle iron attaching 
the bottom to the shell, which results in internal grooving at 
the sides -of the shell along the edge of the angle iron. 

Internal grooving is frequently found round the edge of 
the angle iron on the flat ends of plain cylindrical boilers. 
In such .cases it is caused by the insufficient stiffness in the end 
plate allowing an alternate bulging and flattening action to take 
place under varying degrees of pressure, which strains and 
firets the plates at the line of attachment. The furrowing pro- 
duced by this action is often found at the root of the angle 
inm, instead of in the plate or in the comer of the flange 
when the plate is bent. Grooving from this same action was a 
common cause of the failure of the old flat-botttomed and 
sided wagon and haystack boilers. It is also met with round 
the fl*t and cambered crowns of vertical boilers, of large domes, 
and of the vertical tube in Kastrick boilera. 

It is thus seen that grooving may be due to want of stiffness, 
tm well as to an excess of stiffness under different conditions. 

The other kind of grooving alluded to at page 192 is usually 
iraiid running parallel with and close to the edge of the plates 
in lap jcints. It is much wider at the surface of the plato 
ihaii tlM first-mentioned kind of grooving, and haa ol^u ^<^ 
•ppenaace of having been gouged out. It \a cavx\&^^ xc^v^-^^s^ 
tbft coxnmre adkm of the water, but is iaduceOk \>^ ^^^ X^'^c^^^ 
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ling and frettiDg of the plate at the line where it is 
found. This buckling is due to the oblique action of the cir- 
cumferential and longitudinal strains at the joints, either from 
the steam pressure or from unequal expansion and contraoticm. 
At the longitudinal lap joints the buckling is also due in some 
measure to the cross-bending action produced by the internal 
pressure tending to force the plates into a perfectly cylindrical 
form. 

In stationary boilers, which are but seldom worked at inore 
than 80 lbs. pressure, internal grooving at the longitudinal lap 
joints is not often met with, unless the boiler barrel deviates 
2 inches or more from the truly cylindrical form, yet it is some- 
times found at the longitudinal seams of old boilers where they 
run in a continuous line from end to end. At the transverse 
lap joints of long Cornish and Lancashire boilers internal 
grooving frequently occurs, but not of a very decided character. 
Its presence can generally be traced to the di£ference in ex* 
pansion between the bottom and top of the shell, or between 
the flue tubes and the shell bottom. It is most marked in 
boilers where the circulation is bad, which, is especially the 
case when the cold feed water is introduced at the bottom. 

In locomotive boilers working at 140 lbs. pressure « or moire, 
and where the plates are thick in proportion to the diameter, 
internal grooving at the seams is most frequently met vrith. It 
occurs at the longitudinal lap joints below the water level, prin- 
cipally at mid length of the barrel or near the smoke-box end, 
at the ring Beams all along the boiler, and very often in the 
plate opposite the edge of the outside angle iron attaching the 
barrel to the smoke-box tube plate. It is most marked at the 
bottom of the bairel, and diminishes gradually, until it~ dies 
away near the centre line. 

Transverse furrowing also occurs in the body of the platet 
when they are too rigidly attached to the frame by plate stays, 
secured by angle irons to the boiler shelL It is foond opposite 
to the edge of the plate or angle iron. 

As this description of grooving always occurs at the edge of 
a plate, or opposite the edge of an angle iron in a line when 
the direction of the strain caused by the steam pressure or by 
expansion and contraction is liable to be changed, it suggests 
the probability of its being caused by meohaDical action, which, 
producing a bending or springing of the plate along the line 
where it occurs, breaks off the coating of incrustatiim or the 
'^utaide ecale of the plate itaelt, ^\)ia ooii^Vsvxvni^Q^ «xjf|{QaiDg a 
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fteali snrfaoe for the chemical action of the water. Moreover^ 
as the longitudinal grooving only rarely takes place above the 
water line> and as i( is found to occur with one kind of water 
and not with another, it may reasonably be concluded that it is 
chiefly due to chemical action, although induced in the firbt 
place by mechanical action. 

The buckling action at the longitudinal seams being caused 
by the unequal distribution of strain at the overlap, or by the 
tendency of the barrel to assume a perfectly circular form 
under pressure (which form is necessarily departed from at the 
lap joint), may be prevented by doing away with the lap joint, 
and using welded joints or butt joints with double butt strips. 
Or, retaining the lap, the result of the chemical action may be 
prevented by keeping the longitudinal seams above the water 
jevel, which has been done by making the courses of plate in 
one length. The evil of longitudinal furrowing 1^ been over- 
come by either of the above methods. In some cases, how- 
ever, where welding has been tried, it has been found that the 
plates are rapidly pitted at the weld ; and this plan had, in 
consequence, to be abandoned, unless the joints were kept 
above the water level 

At the transverse lap joints the buckling is caused by the 
boiler being too rigidly tied to the engine frame, and not being 
allowed to expand and contract freely, or, as it is sometimes 
called, to breathe freely. It is also aggravated by the vidous 
practice of attaching the drag apparatus directly to the boiler. 
Another cause of the buckling at the shell bottom is the strain 
thrown upon the bottom plates by the greater expansion of the 
tabes compared with the shell 

There can be little doubt that internal grooving is often in- 
duced by excessive caulking, which, by destroying the skin of 
the iron, exposes a surface for the easier attack of the corrosive 
agents in the water. On this account many engineers dis- 
countenance the practice of caulking the plates on the inside. 

External corrosion is a more frequent and more subtle destruc- 
tive agent with stationary boilers than any kind of internal 
corrosion. This probably arises from the fact that its presence 
is less suspected, and is often less easily detected in consequence 
of the inaccessibility of the plates. It is therefore left to do its 
work of destruction without any attempt being made to arrest 
its progress. It is found either as uniform corrosion in largo 
and small patches, or as grooviog. 

The most irequeat sources of exteriial cotio^otl «cft ^'s.v^rs^^^ 
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t 

to the weather, leakage from joints of plates and fittings, diip- 
ping from mountings, moisture rising from the ground near the 
boiler, either from the damp nature of the .ground or from the 
want of waste pipes to carry off the water from the blow-off 
tap, water gauges, <kc., and from the oareless practice of damping 
the ashes close to the boiler. 

When leakage takes place at the boiler crown to any great 
extent, the whc^e circumference of the shell being below, is 
liable to suffer wasting from it. A slight leakage from a bad 
joint may be sufficient to cause a severe local grooving at the 
seam or iiange, as it often goes on for a length of time unper- 
eeived and unsuspected, especially when the shell is covered by 
Inickwork or other material to prevent the radiation of heat. 
Some of the compositions used for covering boilers, however, 
become soft, and at once betray any leakage that may be going 
on beneath. ^To prevent leakage at the joints of the mountingSy 
they should always be riveted and caulked to the curvetl plates, 
and never attached by bolts or studs. The greatest difficulty 
in making a good joint on a curved surface by the usual means 
of Btudu or bolts and nuts is found at the blow-out jHpe attach- 
ment of ordinary factory boilers, where the joint has to bear the 
reckless twisting and straining from the use of a long lever every 
time the blow-out tap is turned. In nearly all cases where the 
blow-out attachment is not riveted to the shell, the plate be^ 
comes rapidly wasted round the bolted flange. 

To the injudicious practice, which still largely prevails, of 
building boilers in with a mass of brickwork, the greatest 
amount of deterioration frx>m external corrosion must bo attri- 
buted. This evil acts directly in keeping any water that may 
find its way to the boiler in contact with the plates, and also 
indirectly in preventing the detection of any wasting that may 
be going on. 

The most glaring example of this kind is to be found in 
placing internally fired boilers on a wide midfea^er or sup- 
porting wall extending along the middle of the shell nearly 
from end to end. Any water from leakage or other source 
trickling down the shell naturally finds its way to the bottom, 
and when it lb held here in contact with the plates a rapid oxi- 
dation takes place. The wasting is often promoted by the pre- 
sence of damp mortar, which should never be allowed to touch 
the plates, and by corrosive agents in the products of oomboa- 
tion which sweep past. These midfeathers are sometimes as 
mtuili M 2 feet wide, and very commoiA^ 14 or 18 iuoheiL . In 
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rach oases it is impossible to tell by ordinary examination in 
passing along the flue the condition of the plates resting on the 
brickwork. It frequently happens that to all appearance no 
damp is present, and the plates near the edge of the midfeather 
are in good order, yet on removing the brickwork the plates for 
a width of 6 or 8 inches at the centre all along the boiler are 
found eaten nearly through. 

¥^th boilers of 4 feet diameter and upwards midfeathers 
should not be used. The boilers are much better placed on 
side walls with a total bearing surface of from i inch to 1 inch 
per foot of diameter. In very small boilers where side walls 
are not adnua^ible the bearing of the midfeather need never 
exceed 3 or 4 inches in width ; and a loose brick should be left 
here and there, or at least at every ring seam, for removal to 
facilitate examination. When there is any dampness in the 
ground beneath the boiler, it invariably travels up the brickwork 
and attacks the plates. Where the dampness cannot be re- 
moTedy it is advisable to cut off the contact between the plates 
and the brickwork, by supporting the boiler on cast-iron saddles 
and a longitudinal cast-iron carrier, which need not exceed one 
inch in width, and can be taken the whole length required. 

The front cross walls of internally fired boilers are often 
made of excessive thickness, being sometimes as much as 8 feet, 
and built round and made to conceal the blow-out pipe and 
attachment, which are thus rigidly built up and rendered liable 
to break. As the boiler is supposed to rest upon the midfeather 
or side walls, the front cross wall, or at least the top of it in 
contact with the plates, need scarcely ever be more than 4^ 
inchee thick, and it should always be built round behind the 
blow-<rat pipe attachment, which is thus placed in an open 
rsoen in the wall accessible for inspection, and not rendered so 
liable to fracture. Even with a 4i-inch wall there is still a 
risk of corrosion if the ground be damp, or the water from the 
blaw-ont tap be not led away by a waste pipe, but is allowed 
to q^ash back against the front cross wall, as is too often 
the oaae. 

When the ground is of so damp a nature, from situation or 
fofmation, that the moisture from it passes up the front cross 
wall, the only means of saving the boiler is to interpose loose 
plates between the wall and the shell, which become corroded 
instead of the boiler plates. 

It ia a common practice to allow the froxxt «ii(\. axk^'^Vso'^ ^^ 
Gomiah and Lanoaahire boilers to rest on \*\a& lcou\i ocoaa ^^^ 
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This has the disadvantage of coDoealing any leakage or defects 
at the angle iron. The front wall is therefore better kept clear 
of the angle iron, that is, the front end plate should project 4 
or 5 inches beyond the wall. The front end plates of Lanca- 
shire and similar boilers are very often severely corroded ex- 
ternally at the floor line by the water that always finds its way 
here from one source or another. The boiler should, therefore, 
always be arranged with the front end plate clear above the floor. 
In order that this may not interfere too much with the facility 
of firing, the floor may often with advantage be inclined or let 
down to suit. 

The practice of slacking the hot ashes against the front end 
plate is a very common source of corrosion above the floor line. 
Where there is good reason for adopting this practice it will be 
advisable to protect the front plate by a suitable sheet iron 
guard. 

The side wall bearings on which internally fired boilers are 
now usually supported, and to some extent externally fired 
boilers also, are frequently made of excessive width, from 15 
to 20 inches being not uncommon. Now, 3 or 4 inches of 
bearing surface to each wall is quite sufficient for ordinary-sized 
boilers, or as a rule from ^'^ to 1" of total bejuing surface per 
foot diameter of boiler. 

In order to allow the escape from the plates of any water 
flowing down the shell sides, the side wall bearings should be 
made of fire lumps, as shown in fig. 22, rather than made after 
the old fashion, as in fig. 21. This last plan leaves the water 
no choice but to cling to the plates in finding its lowest level, 
and often leads to serious corrosion. Care should always be 
taken to keep the longitudinal seams well clear of the seating. 
Another indirect source of corrosion sometimes met with is the 
extremely narrow space allowed at the top of the side flues of 
many boilers. When this space is only an inch or two wide, it 
cannot well be cleaned. The soot accumulates and becomes 
hard, and then retains moisture in contact with the plates, 
which sooner or later may cause serious corrosion all along the 
boiler where it is seldom suspected. 

The back and front ends of externally fired boilers are not 
unfrequently set in a mass of brickwork, which is apt to keep 
moisture in contact with the plates. No reason for this prac- 
tice can be given. It is usually done through ignorance on the 
pari of the builder or draftsman, or from want of oonstmctive 
«JuJI on the part of the bricW&etVbt* ^Vx^n \iU<q8q boilon are 
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Buspended from side brackets with a flash-flue arrangement, it 
is not unnsnal to find a belting of brickwork 18 or 24 indies 

Fig. 21. 




thidLy and even more, in contact with the plates. This arrange- 
ment is obviously liable to harbour a quantity of moisture, 

Fig. 22. 
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whose damaging effects on the plates are placed beyond deteo- 
tion unless the brickwork is periodically removed. 

The plan of carrying a thick cross wall over the front end of 
internally fired boilers, and also of ooveriog the front end plate 
with brickwoflc to prevent radiation, is apt to lead to wasting 
at these parts, and should not be adopted. 

Vertical furnace boilers are sometimes found built into walls, 
and seated on a mass of brickwork, which retain the moisture 
and lead to a rapid wasting of the plates. The practice of 
lining with fire bricks the internal flue tubes of upright furnace 
boilers, has been found destructive to the plates by keeping the 
water in contact with them. When it is necessary to apply 
this brick lining, in order to protect the plates from overheatiug 
wher^ the tube passes through the steam space, or from burning 
where the flame impinges, it is advisable not to build the brick- 
work in contact with the tube, but to preserve an annular space 
to allow the water from leakage and other soiirces to run down 
and escape. 

Corrosion is met with in the furnace tubes of internally fired 
boilers, beneath the heavy bridge of brickwork, so often need- 
lessly built upon the tube bottom. These bridges are as well 
supported, and more easily removed, when built upon metal 
bridge carriers. 

Leakage at the riveted joints in any part of a boiler may be 
due to bad workmanship. When caulking and the insertion of 
new rivets will not cure the leakage, the holes should be care- 
fully rimered out afresh, and larger rivets put in ; at the same 
time the edges of the plates may be dressed and recaulked. 
Too much lap is very often the cause of the difficulty in making 
a tight joint, especially at the furnace plates. New boilers often 
leak at the seams when set to work, after having been tested 
and found tight at the maker's. This may be due to rough 
usage in removing the boiler and fixing it, or to the expansion 
of the plates in actual work being different from that produced 
by the test. A difference in the nature of the feed water has 
sometimes a remarkable effect in making boilers leak at the 
riveted joints below the water line. A boiler may be quite 
tight with one kind of water, and yet leak badly with another 
kind. When this is the case, it is generally found that a com- 
paratively pure water has been changed for brackish water, or 
one containing muoh carbonate of lime, the use of which li 
attended with a higher temperature of the furnace and flue 
plates, and consequently & ipceaitQi local expandon. Leakage is 
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often pTodaoed at the furnace and fine seams of many boilers 
by getting up steam too quickly. The leakage in this case is 
chiefly due to the unequal expansion of the material, one part 
of the boiler being hot whilst the rest remains cool. Leakage 
from this cause is most common in boilers having a bad circu- 
lation. 

Leakage at the ring seams, especially of externally fired 
boilers, is very often caused by deliyering the cold feed water 
right on to the hot plates ; sometimes the feed pipe delivers 
right on to a seam. It has more than once been questioned by 
those who will not be advised to introduce the feed in a proper 
manner, whether the introduction of the cold feed water down- 
wards through a vertical pipe, the end of which is some 24 
indies above the plates, can have any effect in suddenly con- 
tracting them* This, of course, will depend upon the force 
with which the water is injected. Li cases where a range of 
half a do2sen or more boilers is supplied by a donkey pump suffi- 
cient to feed all at once, there can be little doubt that when 
only one boiler is being fed at a time the water will be injected 
with sufficient force to reach the plates even more than 24 inches 
below the end of the pipe, without having much heat imparted 
to it in its downward course through the hot water in the boiler. 
In such cases the fracture of the plates beneath the pipe is not 
an unusual occurrence. 

One of the most common causes of leakage all along the 
under side of boilers, and also at the tube plates, is the reckless 
practice of emptying the boiler while still hot, and filling it with 
cold water, at the same time leaving the damper wide open and 
removing the flue doors, in order to cool the boiler rapidly for 
deaning. The sudden contraction of the furnace and flue plates 
thus produced has been the ruin of hundreds of boilers. The 
equal oontraction of the bottom plates of externally fired boilers 
is sometimes resisted by the plate edges or suspending brackets 
butting against the solid masonry : fracture in these cases is the 
oommon result. 

Internally fired tubular boilers, without external flues, and 
usually made with a duster of small tubes at the back end, are 
invariably found to corrode and groove externally along the 
shall bottom at the ring seams, in consequence of the leakage 
caused by the unequal expansion of the top and bottom of the 
boiler, and also of the flue tubes and the shelL This inequality 
b due in great measure to defective circulation) and V^ "V^^ 
unaToidable difiereinoe in temperature betwe«a \i)i<a VultArDAX^^QA^ 
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and shell crown on the one hand and the shell bottom on the 
other. The best and perhaps only means of preventing this 
leaking and grooving is to apply external flues leading the gases 
first under the boiler bottom before entering the side fiuesy and 
to alio IT some spring in the end plate. 

Boilers of the locomotive class are without external flues, and 
yet do not usually leak at the bottom when the shell is free to 
expand. The reason of this is that the circulation is favoured 
1>y the construction of this class of boiler, which admits of the 
tubes being brought near the shell bottom ; at the same time 
the water at the lowest part of the boiler — the firebox — Ia 
heated. Any severe leakage at the transverse seams of loco- 
motive boilers can generally be traced to the interference of tha 
end contraction and expansion by some of the barbarous styles 
of staying the boiler to the frames, which, unfortunately, to 
some extent still exist. 

The strain along the bottom of long Oomish and Lancashire 
boilers produced by the expansion of the bottom compared with 
the top, and the still greater expansion of the through tubes, 
sometimes results in fracture at the ring seams, and very fre- 
quently leads to leakage, which has the effect of grooving the 
bottom plates in a characteristic manner at the edges of the 
transverse seams. The rapidity with which this grooving occurs, 
and other evidences of the intensity of the chemical action, can 
only be accounted for by the presence of some strong add, and 
there can be little doubt that the sulphurous and other lOnds 
from the coal are the principal elements of destruction. Water 
is considered capable of absorbing 30 times its volume of sul- 
phurous acid ; and when this acid is given off abundantly by 
coals containing pyrites, the rapid grooving at the ring seams is 
not difficult to account for when the boiler leaks at the bottom. 
The unequal expansion and contraction which produoe the 
leakage can nearly always be traced to defective dralation, 
either from the cold feed water being introduced at the bottoniy 
or else, in the case of Lancashire boilers, from the side and 
middle water spaces being too narrow. These defects can be 
remedied by heating the feed water ; by introducing it just 
below the water level, where it should be well distributed ; and 
by improving the circulation by the addition of vertical water 
tubes when the side and middle water spaces are too cramped. 

The riveted joints in the furnace tubes of intemallj fixed 

tubular boilers are liable to leak, and cause corrosion and 

grooving on the fire-side of Uie tuW ^han. these are bound to 
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each other or to the shell by plate-stays, and are thus prevented 
from breathing freely. These stays are needlessly introduced 
by some makers to support the tubes, and are sometimes rigidly 
attached to strengthening angle irons round them. They are a 
source of much trouble by causlDg the tubes and shells to leak, 
and they frequently lead to fractures in the plates. 

Combustion-chambers and tube-plates are often corroded 
by the leakage from the small tubes. In many boilers of the 
locomotive class the tubes are caused to leak by the rigid 
manner in which the tube-plate at the fire end is fixed from the 
staying of the fire-box crown. The want of freedom in the tube* 
plate to expand and contract causes the tube-holes to become oval, 
after which it is almost impossible to prevent leakage. The distor- 
tion of the tube-holes is sometimes caused by the excessive 
pressure concentrated upon the tube-plate by the girder-stays 
that support the furnace or combustion-chamber crown. These 
girder-stays should be attached by sling- stays to the shell* 
crown. Too great rigidity may be avoided by slightly slanting 
the sling-stays. Tubes are often caused to leak by attempting 
to get up the steam too quickly, or by blowing out the boiler 
while the plates and tubes are still at a high temperature. 

Wasting from severe leakage is very common at the bottom 
oomers of the fire-boxes in boilers of the locomotive class. This 
is often produced by the difficulty found in making a good joint 
at the sharp comers, whidi are generally made of a radius too 
small to get a rivet through at the comer. In order to avoid 
the defect in question some makers double-rivet the fire-box 
bottom either all along or merely at the comers ; others make 
the comer of the inside to a radius large enough to get rivets 
through, and so draw the plate to the ring all round. 

Extemal corrosion from leakage takes place round manholes 
S luRKipudholes without mouth-pieces from the difficulty found 
in keeping the joints tight, and at washout-plugs and mud- 
plugs from defective threads. These threads, when formed 
merely on the plate, are soon worn off by screwing and un- 
screwing the plug, and by the iron rods passed through the holes 
for the purpose of cleaning. These holes should, therefore, be 
arranged with mouth-pieces having a male instead of a female 
screw. 

The various kinds of fractures to be met with may be divided 
into two classes, viz. : 1, those caused by want of freedom in 
the plates to expand and contract, by the unequal expsja&vox^ ^1 
the material in different parts of the boiler, «sA V} \n^ vsq^^sg^ 
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expansion and contraction ; 2, those caused by weakness and 
inability of the material to bear the steam pressure, and which 
may be due to bad workmanship, originally bad material, or 
deterioration of material originally good, malcoustruction, 
injudicious repairs, corrosion, overheating, and fatigue arising 
firom long exposure to variations of pressure. 

There are probably no fractures of such frequent occurrence 
as those found at the lap joints of the furnace-plates in exter- 
nally fired boilers. They are most common at the transverse 
seams between the ^id of the boiler and the bridge, yet are 
frequently met with at the longitudinal seams, and also at 
the segmental seams at the hemispherical ends, where these are 
exposed to the action of the fire. The fractures are most com- 
mon from the holes to the edge of the plate in the outside lap, 
where they may not be actually dangerous at first, but are 
very troublesome and cause much annoyance and expense 
through the delay and repairs they necessitate. They are 
usually scarcely visible at first, but in time become more open, 
and give rise to leakage, which is generally the means of 
drawing attention to their presence. In time these lap-edge 
fractures often pass through the rivet holes into the body of the 
plate, where they are likely to prove very dangerous if their 
progress be not arrested by drilling holes and placing second 
rivets in their path, which generally proves effective. When 
the fractures run in a line through tlbe rivet holes, either at the 
longitudinal or transverse seams in the shell, they must be 
regarded as dangerous, and carefully watched. Plates of good 
quality will leak at the fractures, and give indication of danger 
where brittle plates would give way suddenly without warning. 
The liability to fracture in the furnaces of idl boilers ia greater 
with thick than with thin plates. 

The lap-joints in the shells of furnace boilers opposite the 
furnace throat, and also the lap and T-iron butt joints in the 
furnace tubes of internally fired boilers, are liable to the same 
descriptions of fracture, but especially to those from the holes 
to edge of plate. lliese lap edge fractures are generally 
ascribed to the overheating caused by the impingement of the 
flame against the double thickness of plate at the lap. Bat it 
is clear that the greater heat at these parts would cause an 
increased expansion that would have the effect of compressing 
the material, instead of extending it, and thereby causing £rm^ 
ture. Against this theory it may be stated, that the seams over 
the bridge which are most ex]^&ed \o \ihd impingement of tht 



WEAR AND TEAR. 207 

flame are very seldom found to fracture. The actaal cause of 
fracture at these furnace-plate joints appears to be the sudden 
longitudinal and circumferential contraction on cooling every 
time a current of cold air strikes against the plates. If we 
consider the effect of the heat on the ring seams, it is evident 
that the greater the thickness of plate, the greater will be the 
elevatiou of temperature and tendency to expand at the joint. 
Regarding the double thickness of plates at the lap as an arch, 
whether concave or convex to the fire, the expansion will find 
full play in gradually increasing the height of the arch either 
upwards or downwards, as the case may be. The form of the 
expanded cylinder will of course be modified by the internal 
pressure. On the current of cold air coming in contact with the 
joint in its expanded state, the effect of the sudden reduction of 
temperature will be to throw a sudden tensile strain on the out- 
side plate of the lap. This contraction is resisted by the inner 
plate, which still retains the form due to its higher temperature, 
and fracture from the rivet hole to the edge of the plate is the 
inevitable result if the ductility or elasticity of the iron be too 
severely taxed. After a certain amount of expansion and con- 
traction even the very best plates become brittle, and fracture 
from the rivet holes to the edge of the plate. Fracture through 
the line of rivet holes at the transverse seams is caused by a 
longitudinal tensile strain acting in a somewhat similar manner. 
Fractures of both kinds at the longitudinal seams over the fire 
are also caused somewhat after the mantler just described. 

Many cases of fracture are met with which, on account of 
their protected position, cannot at first sight be accounted for 
by the cooling action we have just considered. Such, for 
instance, as the edge fractures in the longitudinal lap joints 
placed just above the fire-bars of some intemaUy fired boilers. 
Stnoe the fractures here are placed in the fire, they cannot have 
been caused by the air currents through the furnace door. 'Set 
being just above the bars, the joints are liable to have a strong 
jet of cold air suddenly let in upon them when the hot fuel is 
removed on stirring or cleaning the fire, processes that must be 
repeatedly performed with any description of coal that yields 
much clinker. 

Again, it would appear, at first sight, that the edge frao- 
tnrea that so frequently occur at the outside laps in the shells of 
some descriptions of furnace boilers, just opposite the furnace 
throat, are out of reach of any rush of cold air, being so fsx 
from the proper air-entrance by the fumaoe doox. Xe^X i^ ^Sh 
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tolerably certain that these fractures occur on the remoyal, by 
accident or intention, of the brickwork near the place where 
the fractures occur, while the plates are still at a high tem- 
perature. 

It has been attempted to explain the occurrence of these 
fractures by assuming that the intense heat and ebullition pre- 
vent the contact between the plate and the water. When the 
heat subsides, the water coming in contact with the overheated 
plate causes it suddenly to contract and fracture. This might 
certainly account for a fracture at the inner plate at the lap, 
but not in the outer plate. That fractures in the body of the 
plate occur in this manner is extremely probable. 

The production of fractures after the manner described is 
aided by the tendency of furnace plates to become permanently 
shortened after oft-repeated heating and cooling. 

As to the means for preventing these fractures, at the seams 
of riveting, in furnace boilers, the only method to ensure suc- 
cess is to guard the plates from both the heat and the cold air by 
a shield of brickwork, which, however, should be arranged so 
as not to harbour moisture against the plates. 

With externally fired boilers the liability to fracture at the 
laps increases as the fire is approached to the boiler bottom. By 
lowering the height of the bars, which diminishes the intensity 
of the heat from radiation and at the same time allows the air 
to diffuse itself, a partial remedy can in most cases be effected. 
Attempts have been made to prevent the rush of cold air on 
opening the fire-door for stoking, by employing some self-acting 
apparatus to close the damper as the door is opened. This 
plan, however, interferes with the process of combustion, and is 
productive of smoke. Deflecting arches inside the fire-door, to 
direct the entering cold air on to the fire, instead of allowing it 
to rush straight at the plates, have also been tried with partial 
success. But the trouble of keeping these defiectors in repair 
leads to their disuse; The best and simplest means is to db- 
pense with the transverse laps over the fire altogether, so as to 
do away with the excessive expansion and sudden contraction 
they give rise to from the thickness of iron their use involvei. 
This can best be done by keepiug the second ring seam behind 
the bridge by using a long plate over the fire. Before the air 
reaches this, it will be sufficiently heated not to act injnrioosly 
on the plate at the joint. This plate must be sufficiently wide 
to keep the longitudinal seams out of reach of the fire and oold 
Air, The objections to this arrangement are the increased ooit 
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involved in using Buoh a large plate, and the long unbroken 
length of longitudinal seam it forms, which must be a source of 
weakness. This can, however, be partially compensated for by 
double riveting. 

In order to prevent the liability to fracture in boilers with 
internal furnace tubes, the ring seams should be as few as pos- 
sible, and made with ** Adamson ** flanges. The longitudinal 
seams should always be kept below the fire-bars. 

Fractures of a dangerous nature, and which may be regarded 
as one of the commonest causes of exploi«ion, take place at the 
ring ^eams of externally fired bo?lers, near mid-length, where 
no cold air can reach them. These fractures usually run through 
the rivet holes at the inner plate of the lap, and are brought 
about in boilers of moderate length by the sudden contraction 
of the plates consequent upon the cooling effect of having the 
feed delivered directly on to them, or of letting in cold water or 
air on the hot plates too soon after the boiler is emptied for 
deaning. The quantity of brickwork in which these boilers are 
often imbedded, and the awkward manner in which they are 
sometimes supported by an unnecessary number of carrying 
brackets, must greatly interfere with their freedom to contract 
equally throughout their length, and in such cases even a cold 
current of air let in on the shell bottom, after the fire is drawn 
aod the boiler is empty, is sufiident to produce a large trans- 
verse seam rip. In very long boilers the expansion of the 
bottom when at work would cause the shell to arch upwards as 
mach as half an inch, or even more, at the ends, were this elevating 
tendeuqr not resisted by the weight of water in the boiler. The 
arching is however sufficient to throw the whole weight of the 
Ixnler for a time on the middle supports, and after a length of 
service the contraction that takes place more or less in all plates 
subjected to alternate heating and cooling is sufficient to arch 
the boiler upwards in the middle when cold, thus lifting it clear 
of its middle supports, and throwing such a tensile strain on the 
bottom plates as to cause a transverse seam rip. 

The expansion and its effects in all cases will of course be 
inoveased when the furnace and flue plates become partially 
overheated through being covered internally with a thick coating 
of incrustation, or when the water is very greasy, and contains 
carbonate of lime in considerable quantity. 

The flat ends of shells and tubes are liable to fracture through 
the rivet holes, or through the comers of the angle irons or fbasi^^^ 
ieooxing them, either for want of sufficieul &\.\fin.^«& ox I^otsx 
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being too rigid, in the same manner that we acoounted {(X 
internal end plates grooving. 

The same causes that lead to grooTing may also lead to 
fracture, directly or else iudirectly, by weakening the plate suffi- 
ciently for the steam pressure to complete the destruction. 

A common example of fracture from unequal expansion is 
found in the long vertical chimney boilers used in connection 
with forges and iron furnaces. These are like a Cornish boilw 
placed on end, the flue-tube being out of the centre to allow 
more space for cleaning, <trc., leaving only about 6 inches 
between the tube and shell. The expansion of the tube is 
found in some cases to exceed that of the shell by fully half an 
inch. This necessarily throws an enormous strain on the end 
angle irons and rivets, resulting after a brief service in fracture 
through the rivet holes, angle iron, or plate round the edge of 
the angle iron. Were the bottom of the ilue-tube in a 
Cornish boiler exposed to as much heat as the crown, many of 
these boilers as at present constructed could not be worked for 
the trouble and danger that would result from the rigidity of 
the end plate bottom. 

The furnace crowns of small vertical boilers, when crowded 
with small tubes, are rendered too rigid and liable to fracture, 
as well as to groove, at the flange or angle iron securing the 
crown to the furnace. The rigidity is sometimes increased by 
dishing the crown plate, and the liability to fracture is oonse* 
quently increased. 

Many disastrous explosions have occurred, especially with 
externally fired boilers fracturing, immediately after repairs, at 
the longitudinal or transverse seams, through the lines of rivet 
holes where new plates have been joined to the old, or where 
the plates have been repaired with patches riveted or bolted on. 

Many improbable causes have been assigned for these acci- 
dents ; but the true solution of the mystery lies in the fact that 
the old plates are Yety often severely fractured by the cixoDgf 
manner in which the rivet heads are knocked off and the rivets 
forced out of the holes. Then, on putting on the new pUttes, 
the reckless use of the drift completes the mischief, and the 
joint is ready to part with a strain far below the working 
pressure of the boiler. Many of the numerous causes of frae* 
tures at the rivet holes already considered are assisted to an 
unknown extent by bad workmauship combined with brittle 
material. Nothing but the strictest supervision, and the em- 
ployment of really skilful wo\'k.mv^i\) oaai ON^c^mA this evil 
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But when boilers are oonstantly being bongbt at a price barely 
sufficient to pay for the plates of proper quality it would be 
hopeless to expect first-rate and trustworthy work. 

In boilers of the locomotive class fractures often occur in the 
firebox tube plate, either at the roots of the flanges or through 
the material between the tubes, in consequence of want of 
freedom to expand and contract, or from sudden contraction. 
The liability to fracture at the flanges is greatly increased by 
making them with too sharp a bend. 

Overheating may take place, and be confined to a very 
limited area, or it may extend over a large surface. Examples 
of frmctures caused by overheating are most common in exter- 
nally fired boilers. The causes which directly or indirectly lead 
to overheating are treated of in the chapter on *^ Explosions." 
When severe local overheating of any kind occurs in the body 
of a plate, the material softens, and bulging outwards from the 
pressure sometimes forms a pocket, which is eventually fractured 
by the pressure itself or by the contraction on the plate cooling 
down. 

When fractures arise in a plate that has been so intensely 
heated as to drive the water off the surface, they may have been 
caused either by the pressure overcoming the tensional resist- 
ance of the softened plate, or by contraction on the water 
coming again in contact. 

An effect of overheating but rarely met with is found in the 
fretting and partial fracturing of the outside surface of thick 
plates when exposed to an intense heat, as when a large body of 
flame becames concentrated and impinges on a limited surface. 
In such a case the outer surface of the plate is subject to much 
greater variations in temperature than the inner layers of the 
plate, and deteriorates more rapidly. It is also probable that 
the cracking of the outer face is in great measure due to 
the presence of corrosive gases given off by the burning 
fbeL 

When a furnace plate is laminated, it is very liable to over- 
heating on the outer surface in conHoquence of the increased 
resistance the want of solidity offers to the thermal conduction. 
The overheating causes the outer shell to bulge and form a 
blister, which sooner or later fractures either at the apex, when 
the thickness of the skin is uniform, or near the edge, when it is 
thinnest here, and offers the least resistance to breaking. 

Fractures from overheating are very common betweeti tV« 
stays in the flat surfaces of locomotive fireboxea. *YVi«!^ vt» 
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caused solely by the softened plates bulging and yielding to the 
pressure. 

Some of the plans that have been used for admitting air 
behind the bridge for smoke prevention have led to serious 
trouble from the alternate heating and cooling effect the air 
produces at various stages of the combustion, especially where 
the current of air has been allowed to impinge in considerable 
Tolume against the furnace plates. 



CHAPTER X. 

FACTOR OF SAFETY. 

Ik seeking to determine the proper co-efficient or factor of 
safety to nse for the testing and working pressures of a boiler, 
or in other words to decide what ratio these pressures should 
bear to the ultimate strength, to provide against defects arising 
out of wear and tear, as well as original defects of workmanship 
and material, we must ascertain the manner in which the boiler 
is strained and the power of the material to resist the strains 
under ordinary working conditions. In the case of a cylindrical 
boiler it is usually taken for granted that the fluid pressure and 
diameter on the one side, and the ultimate breaking strength of 
the plates or joints on the other side, are the only elements to 
be considered, and that the bursting strength as estimated from 
these data divided by proper factors of safety, usually 6 and 3, 
should give the working and testing pressures respectively. 
Now, in the first place, in many cases the steam pressure is not 
the greatest force the boiler has to withstand, and any increase 
of thickness in the plates, by its tendency to increase the strains 
arising from the sudden or unequal expansion and contraction, 
may be the means of weakening the boiler instead of strength- 
ening it. The effect of these strains on the boiler should, there- 
fore, always be considered in estimating its strength. In the 
second place, the method of fixing the factors of safety from 
the original ultimate tensile strength of the material alone can 
only be considered satisfactory if the strength, elasticity, and 
ductility of the material remain unchanged under all conditions 
of working and testing. We also require to know what strain 
the material will staiid without producing such change of form 
or size as may be detrimental to the efficiency of the structure, 
and how the strength and character of the material is affected 
after long exposure to trying work. 

If we submit a straight bar or plate of good wrought Ixotl oix^ 
gular section to a ate&dy tenxiJe strain, it will up to a oeit^aAsi ^ydX 
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be found to stretcli uniformly about y^j^^j^ part of its length for 
every ton per square inch of sectional area applied. If the bar 
returned fully and perfectly to its original length on the removal 
of the load, its elasticity would be said to be perfect. This 
theoretically perfect elasticity is not attainable, and it is pro- 
bable that, if we had sufficiently accurate and delicate means of 
measuring the bar, it would be found to be permanently elon- 
gated by the smallest loads if permitted to act for a length 
of time ; but for practical purposes the elasticity may be con- 
sidered perfect up to loads of 3 or 4 tons per square inch, and 
with good wrought iron the permanent set is so slight for loads 
below the limit of 10 or 12 tons per square inch, or about one- 
half the breaking weight, as not to be sensibly felt in a boiler 
shelL Besides, with these small loads the permanent set will 
not be increased by any number of repeated applications of the 
same load, and it may therefore be considered as being consistent 
with perfect safety. But when the stress exceeds the above 
limit, it will be found that the set is increased by repeated ap- 
plications of the same or even a less load, provided that time be 
allowed for it to act, and the limit of elasticity of the material 
is now said to have been exceeded. The limit of elasticii^ may 
then be defined as the greatest stress that can be applied without 
producing an increased set by repeated applications. The 
amount of elongation produced by a load exceeding the elastic 
limit will render the iron useless in most structures, and espe- 
cially in a steam boiler, where the tightness of the joints will 
become destroyed even before such a strain can be reached. It 
is therefore evident that we must be guided directly by the 
elastic limit of the material, and not by its ultimate breakiDg 
strength, in deciding upon the stress we can safely subject a 
boiler to. For mild steel the elastic limit may be taken at 
15 tons. 

If we continue to stretch our bar by increasing the load until 
it tears asunder, and then restretch the broken pieoee^ we shall 
find that they will bear as great a load, or even greater than 
in the first instance, showing that the actual breaking strength 
is not reduced by a strain little short of that sufiicient to 
produce fracture. But the character of the iron will have been 
changed, inasmuch as in the first instance the entire bar would 
be drawn out considerably before breaking, whereas in the fol- 
lowing breakages the pieces will be found to break short off 
with comparatively little reduction of fractured area, exhibiting 
ici consequence a more cr^aWWn^^ ic^^^Wx^ Tha^ wUl be leei 
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able to stand a tadden stiaiiiy althongh their limit of elasticity 
<wiU have been inoreased. 

^ow, it is extremely probable that the hardDess which is 
induced by a severe dead weight actio g for a short length of 
time may be produced by a very much less stress oft repeated 
and suddenly applied. This may explain why boiler plate, 
originally good and ductile, has been found affcer long service to 
become hard and brittle, more especially when it has been ex- 
posed to severe strains, as in the part of a shell having a large 
bole cut in for the dome, in some furnaces, or in locomotive 
boiler barrels connected rigidly to the frames. In addition to 
the oomparatively constant and steady steam pressmre, it must 
not be forgotten that many boiler shells are pubject to severe 
shocks from the sudden opening and shutting of valves, as well 
as to severe tensile strains arising from the contraction caused by 
the sadden impingement of cold water or air against the hot plates. 

The limit of elasticity of wrought iron is materially affected 
by the number of times the application of the load is repeated, 
and also by the difference between the constant load on the 
material and the increment of load that is applied, as well as 
by the length of time the constant and variable stresses act. 
From the results of carefully conducted experiments by various 
authorities, and from general experience in boiler practice, it 
may be concluded that the limit of elasticity for boiler plates 
may be safely taken at 10 tons per square inch of nett section ; 
but to allow for contingencies it should not be taken at more 
than ^ the breaking strength of the joints, which is the limit of 
test pressure to which a new boiler should be strained. This 
test pressure may also be safely applied to an old boiler whose 
plates have been exposed only to tensile strains, although they 
may have varied in intensity many times a day from variations 
of temperature and pressure. But before such a test is applied 
to an old boiler its condition must be satisfactorily ascertained 
by thorough examination of every part both inside and out. 
Such an examination can, however, only be carried out in 
oertain kinds of boUers, and these require to be completely 
bared and cleaned for the purpose. Any loss of strength by 
wasting or grooving of plates, angle irons, rivets, or stays must 
of course be allowed for in estimating the strength. It may be 
remarked that the actual strength of a boiler may not be im- 
paired by a wasting in the body of the plate away from the 
joints, so long as the remaining section is not less t>h»SL \2cl<^ 
nett section through the line of rivet holes. 
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When the condition of the boiler after being used for a 
number of years cannot be satisfactorily ascertained, the testing 
pressure should not exceed one-fourth the estimated ultimate 
strength of the joints and stays. 

The plates of some boilers are exposed to severe compressive 
as well as tensile strains, as in the shells of many long exter- 
nally fired boilers, and in the barrels of some locomotive boilers 
rigidly attached to the frames. In such cases after long wear 
the tensile strength of the iron is greatly reduced, and the 
material is rendered brittle ; but we are in want of information 
as to its effect ou the limit of elasticity. It is, however, pro- 
bable that the limit of elasticity is not reduced in the same pro- 
portion as the ultimate strength of the material, and the same 
factors of safety as above given may be used for the test 
pressure, provided that it be gradually applied and the plates 
are not thrown into vibration by hammering or jarring of any 
kind. 

In deciding upon the proper factor of safety to use for the 
working pressure we must be guided by circumstances. For a 
boiler that is thoroughly examined at regular intervals, and 
whose condition is satisfactorily known, we should be justified 
in allowing a less margin of safety than with a boiler that is 
allowed to work without being examined for a length of time, 
extending perhaps over several years, during which its strength 
may become considerably reduced. In the former case there 
would be much less risk in using a factor of safety of only 3 
for the working pressure, than in allowing as large a fiicUnr of 
6 in the latter case. Agaiu, for boilers that are periodically 
examined we may safely use a less factor of safety when we 
can depend upon the non-corrosive action of the feed water, 
dry condition of the flues and surroundings, and uniformity oif 
strain, than when the reverse of these conditions is known to 
exist. 

As a rule we may use for the working pressure of new boilers, 
or those whose conditian is known and regularly ascertained at 
intervals of from 6 to 12 months, a factor of safety of 5 ot 
even somewhat less, and for those whose condition is not so 
Well known a factor of 6 or 8, according as the nature of each 
caBe may demand. 

Since the strength of cylindrical flue tubes decreases as 
the square of the reduction of thickness, whilst the strength of 
the shell decreases simply as the reduction of thickness, a laiger 
'^^rgin of safety for wear k^YiowYOl \>^ «WoNi«dL loit \&i« toicmflr. 



CHAPTEE XI. 

TESTING. 

The only meauB we have of ascertaining with any degree of 
certainty the safety of a boUer, is by the application of pressure, 
which should be under conditions as similar as practicable to 
those of actual work. Let a boiler be ever so carefully de- 
signed and constructed according to the knowledge acqidred by 
caurefnl research and long experience in the strength and dis- 
position of its materials, and let every plate be tested before it 
18 put in, there will still remain an element of doubt as to the 
actual strength of the boiler since the material may have sus- 
tained injuries in the process of construction which have 
escaped detection. In the case of a new boiler, even by a first- 
rate maker, to say nothing of original and hidden flaws in the 
plates, bars, angle irons, and castings, there is always a possi- 
bility of defects such as bad welding, careless riveting, plates 
burnt ill flanging or cracked in bending, and many other defects 
that may be traced to the want of skill or reckless negligence 
on the part of the workmen. 

Many cases of dangerous defects, which the strictest scrutiny 
of the completed boiler would fail to detect have been brought 
to light by the hydraulic test combined with careful inspection. 
The following may be given as examples. In a new boiler the 
rivet holes in some of the shell plates instead of being about 
4^ inch diameter were discovered to have been repunched 
and made 1 inch by \^ in order to get the j-inch rivets 
through the holes in the adjoining plate. The section of the 
adjoining plates through the line of rivets was thereby reduced 
14L or 15 per cent, more than necessary, and the strength was 
farther diminished by tbe presence of incipient firactures pro- 
duced by the reckless use of the drift. The difficulty, or rather 
impossibility, of keeping the joint tight in testing by hydraulic 
pressure led to the discovery of these defects ii\i\^ ^«t^ 
certainly dAngerous, 
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In another case, the gusset plates of a Cornisli boiler were 
found to be put in between the double-angle irons on the ends, 
with the material between the holes and edge of the plate 
nearly all cut away. Such a defect would not be apparent to 
the eye, being completely concealed, nor to to the ear if tested 
by sound, yet its presence was revealed by the bulging of the 
plates on testing the boiler with water- pressure. 

These two cases indicate the possible unreliability of the mere 
internal inspection of a finished boiler, and show that boilen 
should always be carefully inspected during construction, as 
well as when completed and ready for work. 

There are many boilers which do not admit of anything like 
proper examination as, for example, locomotive boilers, which, as 
a rule, are worked with a less margin of safety than any other 
class. The expense of removing the tubes would alone forbid 
a periodical examination of the barrel, and the water spaces 
round the firebox are almost entirely out of sight. Then, 
again, many forms of marine boilers and the entire small fry of 
portable, agricultural, and small crane boilers are so constructed 
that a thorough examination is out of the question. There are 
also boilers whose construction being unusual or irregular and 
complicated, defies even an approximate calculation of their 
strength being made. 

Now, in all these cases there is only one means of testing the 
strength, and that is the application of pressure. The many 
ways in which this can be applied may be classed under two 
heads, viz., by steam and by water. 

To those who have not been accustomed to it, it may appear 
the height of madness to test a boiler first by steam in order 
to ascertain if it be safe at 50 or 25 per cent, lower pressure, 
as the case may be. This however is to some extent done, but 
it was once the common practice at many of the boiler works 
and railway works throughout the country. This practice is 
neither more nor less than an attempt to explode a boiler in the 
repairing shed or boiler yard, to see whether it will not ex- 
plode on the line or at the works of the purchaser. Notwith- 
standing that hundreds or thousands of boilers have successfully 
passed through this ordeal, the danger of which is usually 
aggravated by caulking and hammering all the time at leaky 
rivets and joints, the principle is inherently bad, and no 
amount of success which hitherto may have attended it caa 
render the practice justifiable. 
In favour of testing by steam, \\i \a «x^<&^ >i2si^\» S& ia the only 



TESTING. . 219 

metliod by which the conditions of strain can possibly be the 
same as tliose under which the boiler is worked. No doubt 
this is in the main true, but the steam test should only be 
applied after the strength of the boiler has been ascertained by 
testing with water. 

With regard to the various modes of testing by hydraulic 
pressure, that commonly adopted is to pump water in until the 
desired pressure be reached. The coudition of the joints and 
rivets is then looked to, and any very conspicuous distortion or 
defect probably noted. This is on the face of it only a slip- 
shod and altogether unsatisfactory manner of makiog the test. 
Of course, it will depend upon the construction and si2se of the 
boiler, and existing circumstances of situation, accessibility, (fee., 
which is the best course to pursue in any given case. In re- 
testing boilers on their seating that have been some time at 
work, and whose condition has previously, but at no distant 
period, been ascertained by careful test and examination, the re- 
testing will be sufficiently satisfactory, if, when the pressure is 
put on the gauge remains stationary, thereby indicatiug the 
absence of leakage. At the same time, it is always advisable to 
examine the flues and rest of the boiler that may be accessible 
whilst the pressure is on. 

In testing a new boiler, before the pressiure is applied, the 
various parts should be measured and gauged, and the results 
carefully noted. In Cornish and Lancashire boilers each belting 
of plates of which the internal tubes are made up should be 
accurately gauged across the diameter, both vertically and 
horizontally, particularly if the tubes are somewhat ovaL The 
exact spots where the measurements are taken are best in- 
dicated with accuracy, by marking them with a centre punch 
and the dimensions at each place should be written on the 
plate or othewise carefully noted for checking when the pres- 
sure is on. Sometimes, however, the more troublesome plan is 
used of making a separate rod gauge for each measiurement. 

It is very troublesome and difficult to measure and re- 
measure the circumference of a large boiler shell with any 
degree of accuracy by steel tape lines or other means. The 
amount of permanent set in cylindrical shells is usually so slight 
when the boiler is not injured by the test, as to be scarcely per- 
ceptible with the rough means employed to measure it. Most 
attempts to carrying out the system of gauging the circum- 
ference have in consequence proved nnBat\Afac\.ot7) «.\i^ \^^^ 
been abandoned after a short triaL The effect ot tVe y^^«9!«xl^ 
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on flat surfaces, stayed or unstayed, however, admits of accu- 
rate measurement with simple appliances aud with little trouble. 

After the test pressure has been maintained some time, the 
measurements previouBly obtained should be checked, and any 
extension, distortion, bulging, <kc., carefully noted. Then, 
«gain, when the pressure is relaxed, which may be done sud- 
denly, it should be ascertained whether any changes of shape 
that may have been found are permanent or not. If there be 
any permanent enlargement or distortion, even of the slightest 
degree, it should be satisfactorily examined to decide whether 
it is due to the elastic limit of the material having been ex- 
ceeded or to mal-construction. There are cases, as, for instance, 
with flat surfaces, where a permanent set might take place and 
which would be quite safe at the ordinary working pressure 
This is especially the case with stayed surfaces, for it seldom 
happens that each stay in a series takes its due proportion of 
load until the stays have been stretched or the plates distorted 
by the pressure. 

But cases of a permanent flue tube distortion or flattening, 
must always be treated with the greatest caution, since the 
change of shape is liable to become aggravated on a subseqjaent 
application of the same or even a less pressure. In all cases 
where a permanent set is discovered, the test should be repeated 
again and again if necessary, to ascertain if the set becomes 
increased. 

Some advocate ihe method of marking the leaky seams and 
rivets when the full pressure is on, and then reducing the prw* 
sure for caulking. This may appear, however, an unnecessary 
precaution when testing with water, yet it should always be 
rigidly carried out when testing by steam. The jarring caused 
by the caulking is no doubt liable to start the seams and cause 
fresh leakage when the shell is under severe stress, and in all 
cases it is perhaps better to reduce the pressure whilst the 
boiler is being caulked. 

Many recommend the employment of hot water for testing, 
since it assimilates the conditions of stress to those the boiler is 
exposed to when at work. However, the nearer the heat 
approaches to the conditions of working, the less capable is the 
boiler of being gauged and examined, in consequence of the 
presence of the very heat that is recommended. This fact con- 
demns, in the writer's opinion, the. method of using very hot 
water, as a hydraulic test isi covu^«c»Xi.voly worthless without 
careful exAminaXion. at the ^axne \>\xxi«. "IXiSs^ c^>\<&^N3L<3iiLV)hot 
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testing applies most strongly to tubular boilers where the large 
tubes are likely to be the weakest portion of the structure, and 
should consequently be the most carefully examineil under pres- 
sure. Moreover, the effects produced by the uniform expansion 
of the whole boiler in using hot water for testing are in many 
cases Tery unlike the local expansion of the plates and 
other effects produced by the fire and hot gases. 

A plan has been proposed and in some few oases adopted of 
filling the boiler with water, closing every outlet and putting a 
fire to it. Ab water expands about -^ in volume in rising from 
60^ to 212% the rise of temperature as the water becomes heated 
will cause a corresponding increase of pressure, and from the 
regularity with which the pressure rises the condition of the 
boiler can be decided, any jerks or starts of the gauge hand 
being considered to denote weakness, the soundness, on the other 
hand, being indicated by the steady rise of the pressure gauge. 
In using this method of testing, there will be some difficulty in 
regulating the fire so as to impart the heat in a uniform and 
regular manner, and also some difficulty in maintaiuing the tem- 
perature for any length of time exactly at the point to cor- 
respond with the desired pressure. The use of this plan would 
of oourse forbid the examination during the test, at least of the 
heating surface, and it is very doubtful whether the rise of 
pressure would be so irregular in most cases as to attract 
attention in the event of any portion becoming overstrained. 

It is most important that any permanent increase of volume 
should be detected and the following plan for this has been 
proposed : After the boiler is filled, the quantity of water 
forced in to raise the pre88iu*e is accurately ascertained. On 
removing the pressure the boiler will contract more or less, and 
the amount of water forced out, if less than that forced in, will 
be considered to indicate a permanent dilation of volume. The 
air in the boiler, to say nothing of that present in the water 
which, however, could be removed temporarily by boiling, would 
in most cases destroy the accuracy of this test. In most boilers 
there are so many places for the air to lodge about the highest 
points as to cause its entire removal no easy matter. Besides, 
any leakage during the test would falsify the result obtained by 
measuring the water, and the springing of the plates on release 
of pressure would be apt to dislodge more than the amount of 
water due to contraction of volume alone. 

In whichever manner a boiler is tested, too great cat^ oas^s^^Xk 
be exercised in pbtaining the exact amount oi ^x««ax^^ «^* 
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ployed. The weighting of safety valTes is quite unreliable 
when water pressure is used, and dial gauges are too apt to get 
out of order to be implicitly trusted when only a single gauge 
is used. Several curious but serious accidents to boilers have 
happened through relying upon the indications of a single 
pressure gauge when testing by hydraulic pressure. 

Although a boiler cannot be exploded when water pressure 
alone is used, a few serious accidents have occurred from the 
springing of the plates on their giving way under hydraulic 
test. This is more likely to occur with steel than with iron 
plates. The spring upon the material, together with the ex- 
pansion of the compressed air have been known to cause a steel ' 
plate to double right back when it has been fractured in testing. 

There are many who oppose the system of testing boilers by 
hydraulic pressure on the ground that it does not tell us the 
actual strength of the boiler after alL But the same objec- 
tion may be urged with equal force against the use of a steam 
test, and the reply to this objection is twofold : 1, the test is 
not meant for perfectly sound boilers, but for the detection of 
weakness, which is usually local, and if carefully conducted, the 
test gives us positive evidence of the presence or absence of such 
weakness, and of the safety of the boiler at the pressure it i$ 
intended to work at, so far as the pressure per se is concerned. 
2, In order to ascertain the actual strength of a boiler, we 
should have to burst it, or at any rate so far strain it as to 
render it worthless, which no sane person would demand for a 
boiler he intends working. 

There is, however, a more sensible argument that appUes 
equally to steam and hydraulic tests, viz. : — A boiler may be 
straiued without detection, beyond its elastic limit, either locally 
or generally by the test pressure, so as to render it unsafe at 
the lower working pressure ; or, in other words, a high test 
pressure may render a boiler unsafe which would otherwise have 
been safe at the lower pressure used in working it. It is feared 
that any weakness may be aggravated by the tcKt vdthout being 
disclosed by it. Such a case is certainly within the bounds of 
probability, and the fact of its possibility should urge the 
expediency of close inspection whilst the boiler is under pressure. 

The danger of seriously injuring the strength by using an 

excessive test pressure is most likely to occur in the case of 

tubular boilers, where the distortion of the large tubes becomes 

rapidly aggravated by a lower pressure than that to which the 

distoriion ia the firbt place may Viarv^\)e«ii ^m<^ 
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We come now to the question, — ^How long should the test 
pressure be maintained ? On the one hand, by keeping it on as 
short a time as possible any serious straining may be prevented 
and save a weak boiler, but on the other hand, by maintaining 
the pressure a oonuderable time — say half an hour or more, it 
may lead to the detection of weakness which would otherwise 
escape xmobserved. As to the first of these contingencies, a 
boiler, especially if new, should not be considered sound if 
unable to bear a pressure considerably in excess of its working 
pressure for a considerable length of time ; besides, a test of 
short duration ia incompatible with efficient inspection. Want 
of tightness in the joints is often revealed by leakage, only 
after the pressure has been applied for some time. In expla- 
nation, it may be stated that the steam or water leaking from a 
joint does not always find its way between the plates imme- 
diately opposite the point of issue, but the actual source of 
the leakage, as we may call it, is at some point perhaps several 
inches distant, whence it requires a considerable time to force 
its way to the point where it makes its appearance. There can 
be no doubt that, from the manner in which boilers are usually 
put together, the internal pressure is not equally resisted by 
all parts of the shell, and produces an undue and often very 
severe strain on one plate or portion of a plate. This is 
probably the cause of many leakages that occur, and which only 
** take up " after the plate becomes stretched and relieved of 
the extra strain, and it is therefore advisable in testing, to 
aUow the pressure to act long enough to stretch such weak 
portions. 

As to whether a boiler is strained most severely by steam or 
by hydraulic pressure, this will be found to resolve itself almost 
entirely into a question of construction. 

A boiler under steam is often strained, especially in a longi- 
tudinal direction, more by the greater dilation of the tubes 
compared with the shell, or by the unequal expansion of the top 
and bottom of the shell than by the actual fluid pressure. In 
&ct, it would not be difficult to design a boiler that would 
explode violently with 30 or 40 lbs. of steam presaure, and 
which would not be unduly strained by 200 or 300 lbs. of 
water pressure. The persistent leakage at the shell ring seams, 
along the bottom of horizontal internally fired boilers without 
external flues, is usually ascribed to the difference in temperature 
of the water and steam at the bottom and to^ oi Ocift\>oA«t,\sv3X 
in Bome cases the leakage is principally cavi&ed. \)^ \}Ck.^\o'^^^'^'' 
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dinal strainiDg of the bottom of the shell, due to the greater 
expansion of the tubes, especially when the firing ia forced in 
getting up steam after the boiler has been at rest. As this 
strainiug would not take place in testing the boiler by hydraulic 
pressure in the usual manner, this leakage would not be pro- 
duced. It follows from the above ooDsiderations, thai a 
hydraulic test might fail to indicate weakness which would be 
produced and made apparent by steam pressure. 

It is often much more difficult to keep a boiler perfeotl/ 
tight, and free from oozing at the rivets, plate edges, stays, and 
tube ends under a very high water pressure than under an 
equal pressure of steam. This is probably owing to the fact, 
that the high temperature in the latter case tends to close the 
joints, and with certain kinds of water any slight oozing is 
found to take up by the opeping becoming closed with deposit (ff 
corrosion, which is induced by the high temperature. 

It is sometimes urged, that the severe percussive or dynamic 
force |>roduced by the sudden raising of steam by hard firing, 
or by suddenly opening and shutting the valves and cocks, 
strains a boiler more than the dead static pressure which is 
supposed to be exerted in employing the hydraulic test. Bat 
instead of the hydraulic test being a mere dead pressure, the 
rapid working of the pump often produces a severer sudden 
strain than can well be produced when there is an elastic 
cushion of steam in the boiler, and when the pump is carelessly 
used the inelastic property of the water may render the wat^ 
test unduly severe. In order to obviate any severe shocks in 
using the pump, the connection between it and the boiler 
should be made of a very small area. 

In supplying the boiler with water for testing, some engineers 
always stop the outlets from the boiler before it is quite full, 
and so retain a quantity of air to act as a cushion when the 
pressure is applied by the pump. 

Although the system of te$>ting boilers by hydraulic pressure 
to a point considerably above their working pressure has many 
opponents, its value is attested by the numerous legislative 
enactments in force for its employment abroad. In most 
countries the law is more lenient towards old than new boilers, 
and is not so severe with multitubular as with other boilers, so 
far as the degree of pressure to be applied is concerned. 
The reasons for this have been indicated in the last chapter ; 
it may J however, be fvirther remarked that in the case of an 
old boiler of whose couditiou ^ih^te xixk^ \^^ ««»£l^ ^>^ViQion, tbo 
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hydraulic test should not be applied until its form and the 
strength of plates, as measured by the thickness, have been 
ascertained by inspection, where this is possible, in order to 
guard against overstraining. But when this is impracticable, 
as in many multitubular boilers, one and a half times would 
be safer than twice the working pressure for the limit of the 
test 

A boiler that has been at work for some time, and has thus, 
in a manner, proved its capability of bearing a given pressure, 
may be considered safe if it will stand a test of one and a 
half times its working load ; even if it has been overstrained by 
the test, it may still be considered safe for a limited time. 
The effects of overstraining would probably be detected on a 
repetition of the test, after the boiler had been working some 
time, and this appears to be an argument in favour of perio- 
dical testing, especially when a reliable inspection cannot be 
made. 

The inspection of boilers should commence at the works 
where the plates are manufactured, where alone many circum« 
stances connected with their quality can be ascertained. 

Many new boilers proved tight and sound on testing at the 
makers', have been damaged in their subsequent lifting and 
transit, and still more have been seriously damaged by gettiug 
up steam too hurriedly the first time for regular work. 
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CHAPTEE XII. 

BOILER EXPLOSIONS. 

Safety or freedom from liability to explode is the first con- 
dition to be sought in using a steam boiler. That this ood- 
dition is far from being universally attained, is but too veil 
proved by the frequent occurrence of disastrous explosions. 

It was formerly the rule which, unfortunately, still to some 
extent prevails, to attribute explosions to occult causes. Sach 
phenomena as electricity, geueration of explosive gases within 
the boiler from the decomposition of steam, the instantaneous 
flashing of a large body of water into steam, accounted for by 
the spheroidal theory or from the superheating of water purged 
of air, great deterioration in the quality of the plates from 
chemical changes, and mysterious overheating and superheating 
have been from time to time urged as causes of boiler explo- 
sions, and usually with a confidence and persistence in the 
inverse proportion to the fitness which would qualify their 
propounders to speak of them. Unwillingness to know the 
true cause of an explosion on the part of those interested, as 
well as inability of others to scrutinise the facts of the case, 
liave, no doubt, been the means of perpetuating much of the 
speculative nonsense that has been promulgated on this subject 

In this country it has been mainly through the researches 
and efforts of Sir W. Fairbairn, the engineers of the Man- 
chester Steam Users' Association, and more recently the engi- 
neers of the Boiler Insurance Companies, that explosions have 
been stripped of the mystery in which they were shrouded, and 
have been ascribed to their tnie cause. As a rule, steam boilers 
explode from one cause alone — overpressure of steam. The 
term overpressure is here used not relatively to the working or 
blowing-off pressure, but to the strength of the boiler. It 
often happens that boilers are too weak for the pressure they 
are worked at, and no accumulation of pressure beyond this 
is requisite to bring about tkek d^«»trixc;tioiu The droumstanoe 
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of a boiler beiog unfit to bear its working pressure may 
be due — 1, to its original design and power of resistance not 
being understood by those who fix the pressure it works 
at, a common occurrence, arising from ignorance ; 2, to the 
strength, although originally sufficient to bear the working 
pressure, having been gradually reduced by wear and tear, 
in which case the error is due to negligence ; 3, to the 
strength of the structure becoming suddenly overtaxed and 
diminished, as by sudden unequal contraction, caused by unfore- 
seen circumstances or neglect, when its escaping detection until 
too late may be due to negligence, or, perhaps, in extremely 
rare cases, to those nondescript causes that swell the chapter 
of accidents, from which the carrying on of human affairs appears 
to be inseparable ; 4, to defects in workmanship or material, 
whose presence, in the great majority of cases, can be detected 
by proper inspection and testing, but which may happen in 
rare cases to escape the closest scrutiny, and must be placed in 
the list of humiliating circumstances which remind us of our 
fallibility. 

If we examine these heads more closely, we shall find — 
1, that ignorance of the principles of construction is exhi- 
bited in allowing large flat surfaces to exist without staying, 
or in wrongly applying intended means to strengthen them. 
Cases are met with of Cornish and Lancashire boilers converted 
into plain flat-ended cylindrical boilers, where the neglect to 
provide for the loss of strength due to the removal of the 
through tubes can only end in disaster. In some descriptions 
of internally fired and furnace boilers, the flue tubes, instead of 
passing from end to end are taken through the shell side, or are 
made of a horseshoe shape. Their efficiency as longitudinal 
itays is thus done away with, and when no other, stays or 
means of imparting strength are substituted — by no means a 
rare occurrence — explosion is likely to follow. 

The following are examples of ignorance of design that have 
led to explosion : — Application of inefficient diagonal stay bars ; 
stay banc attached diagonally to furnace tubes ; longitudinal 
stay bars rendered useless by being bent, or arranged without 
strutting to clear floats, feed pipes, &c ; girder stays of flat- 
topped fireboxes and combustion chambers cut away in the 
middle to clear steam pipes, &c. ; absence of stay bolts in flat 
fireboxes where needed, or stays not made sufficiently strong ; 
attempting to strengthen flat end plates by stiffening instead oC 
staying ; absence of encircling strengthemn^ im^^ ox Xiocs^ 
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round large tubes ; removing these hoops for fear of leading to 
overheating ; hoops applied in halves without having their ends 
attached to complete the circle ; angle iron hoops partially cni 
away to clear obstructions ; hoops applied to elliptical tubes, 
as Uiough their efficiency were equal to similar hoops round 
circular tubes ; application of too numerous cartying brackets 
to the sides of ext-emally fired boilers, so as to interfere with 
the freedom to expand and contract ; cutting away the shell- 
phites for manholes, domes, and other mountings, without 
making adequate provision for the loss of strength involved; 
rigidly attaching boilers to seats or frames, as in locomotives ; 
omitting to stay oval or large circular combustion chambers to 
shell sides ; omitting to provide large weak boiler shells with 
valves opening inwardly ; omitting to allow for spring in the 
end plates for the expansion of the through tubes in long 
vertical boilers ; omitting to provide against collapse of the 
closed crowns of the flue tubes in some kinds of vertical furnace 
boilers ; omitting to tie or stay the weak flat bottoms or topB, 
as the case may be, or vertical furnace boilers ; omitting to tie 
the sides of some descriptions of dry bottom fumaoe and 
Butterly boilers. 

2. The defects that arise gradually from wear and tear, such 
as wasting by corrosion and grooving, and which are likely 
to seriously impair the strength of the boiler, have already 
been discussed under " Wear and Tear.'* 

3. The strength of the structure, originally snffident for the 
pressure, can only become suddenly reduced to a dangerous 
degree by overheating, or overstraining through too sudden 
cooling or excessive expansion of flue tubes. Overheating may 
be caused by shortness of water ; by accumulation of deposit 
or foreign matter on the furnace or flue plates and tubes ; by 
defective circulation ; by the metal being too thick near the 
fire, or by the heat being very intense and concentrated, when 
even thin plates with moderately pure water are liable to dete- 
riorate ; by the accumulation of air and steam in the upper 
parts of the tubes or cells of " tubulous " and ** unit " boilers, 
from which it cannot escape, in which case the design of the 
boiler is at fault. 

Shortness of water may be due to leakage of joints, valves^ 

or mountings below the water line, or by taps or valves being 

carelessly left open. It may also be due to excessive priming, 

or, in vertical boilers containing little water, to a sudden and 

exceaaive demand for steam. It ia sometimes caused by failoie 
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in tbe feed supply, either through Rhoer neglect to turn on the 
feed in sufficient quantity, or through some accidental or wilful 
stoppage, breakage, or detachment of pipe. The back pressure 
valve sticking or becoming inoperative, or absence of any back 
pressure feed valve, when the water may be forced back through 
the feed apparatus, or syphoned out from one boiler into 
another, has often led to shortness of water. It may also be 
indirectly due to the water gauges, floats, <bc., being allowed to 
get into such bad condition as to be unreliable, and lead to a 
false reading of the water leveL 

Accumulation of deposit is usually produced by bad feed 
water. It may take the form of solid hard incrustation, or of 
a thick adhesive paste, lying only in certain parts. The accu- 
mulation may also act only in thickening the water, which is, 
however, usually the most dangerous form, as its preseuce is 
then least suspected. Foreign matters of various kinds are 
often added intentionally to remove incrustation, and are 
sometimes inadvertently left within the boiler after repairs or 
cleaning. The accumulation is promoted by making the boiler 
inaccessible for its removal, and by defective circulation. 

Defective circulation may be due to the design of the boiler, 
from its having too cramped water spaces, which defect becomes 
aggravated by accumulation of incrustation ; from water tubes 
being placed horizontally or with insufficient inclination ; from 
the convection being impeded by overcrowding of tubes, or 
placing them too close over furnace crowns, and from having 
too large a body of dead water lying below the heating surface. 

Too great a thickness may be due to the use of excessively 
thick plates ; to making the amount of lap excessive ; to bad 
arrangement of furnace strengthening hoops, to careless patch- 
ing, and to the injudicious application of stays and top hamper 
on flat firebox and combustion chamber crowns. 

The heat may be too intense and concentrated, like a blow- 
pipe flame, as with some arrangements of furnace boilers, where 
the furnace throat is short, and the hot gases are delivered 
right on to a plate of the shell or tube, which may be thereby 
gradually distressed and weakened, or rapidly burnt by the 
heat driving the water off the surface. The upper portions of 
horizontal or inclined water tubes being filled with steam, are 
liable to become overheated and destroyed, either slowly or rapidly, 
according to the intensity of the heat they are exposed to. 

The portions of flue tubes passing through the steam a^%»b ^1 
vertical boilen^ both Jarge and smaU, eapecisJWy ^\ieii >^<^ vcqa^ 
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of firegrate is large in proportioD to the heating snrfac< 
liable to overheating and collapse. This renders the wo 
of small vertical internally fired boilers with chimney flue 
safe when an unusual demand for steam arises, since the fc 
of the fires is liable to raise the temperature of the flue ] 
to a dangerous degree. Small boilers of this class are a 
invariably employed where weight and space are limited 
they should only be used for easy and regular work. 

Gases of overstraining through sudden cooling and exc 
expansion, have already been considered in the chaptc 
"Wear and Tear." It is obvious that overheating from 
mulation of deposit is most likely to occur in plain cylin 
externally fired boilers^ as the deposit falling from the si 
apt to become thick on the bottom plates exposed to the j 
or even over the fire. The same result may happen, ho? 
when internally fired tubular boilers are very short in pi 
tion to the size of firegrate, since the gases may be 
intensely heated before passing underneath the boiler bo 
In fact, such a boiler is exposed to some of the same risks 
externally fired boiler. 

4. Defects of workmanship and material are most lial 
escape detection in small vertical boilers and in multitu 
boilers of the locomotive and other types where the : 
cannot be examined unless the tubes are removed or the t 
are partially taken to pieces. The defects in workma 
usually found are carelessly punched and fractured rivet ', 
burnt or broken rivets, plates damaged by burning, or fn 
in flanging, dishing, bending, welding, hammering, and p 
ing, in the boiler yard or during repairs ; defective weldi 
plates and stays, fractures in the ends of brass and small 
tubes, and carelessly-secured stays. Old plates are freqi 
seriously damaged by patching them with new plates, i 
process of removing the rivets, in putting on the new ] 
and also by the greater expansion and contraction of th< 
plate, when the boiler is at work, especially when it is 
the fire. 

Defects of material, such as blisters, lamination, and 
arising out of the insufficiency in size of the slab from whi< 
plate is cut and adhesion of sand or cinder in rolling can 
times, but not always, be detected by inspection. Britt 
of material, unless it be glaringly bad, can seldom b< 
€OF0red by ordinary inspection after the construction c 
* o£fer is completed. 
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Boilers of the full calculated strength are often exploded by 
an accumulation of steam pressure beyond that assigned to 
them. 

The overpressure may be due to the total absence, or in- 
adequate size or lift, of safety valves or self-acting means of 
escape for the steam or to the communication between the 
safety valve and boiler being shut off by some valve or other 
means. Such an accident may occur when the safety valve is 
injudiciously placed on the steam pipe, beyond the steam shut- 
off valve. When the safety valve forms one of a cluster of 
mountings on one pipe or branch from the boiler, it is 
a common practice during cleaning and repairs to plug up 
the aperture of the pipe from the inside, to prevent the drip- 
ping of water on those engaged inside the boiler. Now, the 
risk there is of neglecting to remove the plug, and so endanger- 
ing the safety of the boiler should never be incurred. The 
safety valve should, therefore, be always applied as an indepen- 
dent mounting. 

Overpressure may arise from the safety valve being recklessly 
overweighted, by increasing the length of the lever, or the 
amount of the weight on the lever in valves of this construc- 
tion* It may be caused by screwing down, tying or wedging 
fast the lever or dead weight ; by the sticking fast of the 
lever, valve, or spindles in connection, and by the escape pipe, 
when there is one, becoming plugged up by the water freezing 
or other accident. 

Safety valves of the ordinary lever construction offer the 
greatest facilities for overweighting, which is sometimes resorted 
to when the valve is not tight at the working pressure, through 
faulty design, or for want of re -grinding or proper attention. 

Overweighting is also resorted to in order to make the blow- 
ing-off pressure agree with the telling of a defective pressure 
gauge, or from sheer laziness on the part of the firemen when 
the wish is to save trouble in attending to the boiler. The 
fEUsilities and temptations for overloading may be diminished by 
cutting the lever to the shortest length admissible, or when 
spring balances are used, by preventing the possibility of screw- 
ing down beyond a certain point by the application of ferules 
or other means. By placing the safety valves in a conspicuous 
and open position, so that the addition of irregular weights 
may be at once detected and the wedging or tying down ren- 
dered difficult, the temptation to overload the valves \& x^dM^iA^^ 
The use of dead-weight valveB, o£ good coii^UviQ^Asysi^ ^'^ 
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stationary boilers, renders overloading to a dangerous degree 
no easy task. 

A common practice, where little attention is paid to boiler 
management, is to wedge down the valve, by inserting a chuel 
or other suitable article between the lever and top of the guide 
through which it passes. 

The sticking fast of the valve may be due to the metal of 
the lid and seat seizing or wedging tight together, by long 
contact or excessive pressure ; to the bending of the central 
spindle, or wedging tight of feathers and guides, by expandon, 
or by the thrust from the spindle or double eye not acting pe^ 
pendicularly on the val^e lid, or by this spindle under the 
lever sticking fast in the bonnet or stuffing box, when the valve 
is of the closed-in description. Sticking fast of the lever Ib 
often caused by the corrosion of the double eye and pin at the 
fulcrum end. In order to avoid this corrosion the double eye 
and pin, and in some cases the lever, are best made of gnn 
metid, or worked on a knife edge, if the condition can be easily 
ascertained at any moment. It is a mistake to use much 
grease to the safety-valve lever joints, where there is moch 
ooal dust or dirt, as the grease rapidly becomes converted into 
a sticky mass, that clogs the action of the lever instead of 
aiding it. 

In order to lessen the risk of overpressure from the safety 
valve becoming inoperative, every boiler should be provided 
with two safety valves, one of them at least being of the 
external dead-weight type, for stationary boilers. Lock-np 
valves cannot be recommended, as they become useless unloiis 
frequently eased off their seats. 

Other circumstances are to be met with besides gradual ac- 
cumulation of steam pressure, that may possibly bring aboat 
the destruction of a boiler strong enough to bear the ordinary 
pressure at which the safety valves blow ofEl The oonversion 
of the static pressure into a dynamic force, by auddeuly 
opening or closing a large steam valve or safety valve, may pro- 
duce a violent rush of steam and water against the part of the 
boiler whence the steam is drawn. The percussion of the water 
and steam in such cases has been known to shake the whole 
fabric of the boiler. When produced by the sudden opening 
of the steam junction valve, the percussive action has been 
known to lift the safety valve momentarily right off its seat, 
although more than six feet distant from the point of snddea 
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A few cases are recorded of boilers being damaged and 
heating apparatus destroyed by the detonation of exploHive 
mixtures in the flues. Gases are formed aud accumulated 
under certain conditions, from the slow distillation of the coal 
when the damper is closed. On the fire door being suddenly 
opened the rush of air mixing with the gas and becoming sud- 
denly ignited produces an explosion. Harmless explosions of 
this kind on a small scale are very frequent, and it is difiicult 
to explain how violent explosions are not more frequent than 
they are. The disturbance of a boiler under steam by such a 
detonation might so strain it as to bring about an explosion at 
the ordinary working pressure. Gases have occurred of exter- 
nally fired boilers, standing empty for cleaning, being seriously 
injured by an explosion of gas, which has found its way through 
some opening where the valves have been open or fittings 
removed. On a lighted lamp or candle beiug applied to the 
manhole, the mixture of gas and air has exploded with a loud 
report and fatal result. 

Explosions of locomotive boilers have been brought about by 
the fracturing of the shell, caused by the dome being carried 
away in coming in contact with tunnels or overhead bridges, 
or by the shell being pierced by a broken connecting rod when 
nmning. 

Several cases have occurred of the so-called simultaneous 
explosion of two or more boilers working side by side. This is 
usually brought about by the explosion of a single boiler in 
the first instance, from being too weak to bear the steam pres- 
Bure, when the projected portions coming in violent contact 
with the other boilers \mder steam, and producing rupture, 
Ottose their explosion. 

When a boiler gives way from overpressure or sudden con- 
traction, a rent may be formed or a piece of plate blown out. 
The former is the most usual manner of yielding ; but in both 
cases it will depend upon the strength, nature, and arrangement 
id the material bounding the initial fracture as well as its 
position, and also upon the pressure, temperature, and amount 
of water and steam in the boiler, whether the contents will 
gradually escape through the opening already made, or whether 
in their violent rush they will increase the extent of opening, 
and make it easy for the steam behind to tear the boiler into 
several pieces, and cause a violent explosion. 

Now to make this more clear, we shall first consider Ih.^ ysi- 
flnence of tha podtion of &acture. Meoiy QaAe& Yivi^ oq^>qsx^ 
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of manhole lids on the crowns of horizontal boilers being blown 
aloft, either from defect of fastening down or defect of material 
When the manhole is properly fortified with a mouthpiece or 
ring the cover is projected aloft, the contents gradually escape 
through the hole and the boiler is left on its seat (if this be 
sufficiently strong to withstand the recoil), and probably no 
further damage is done, except to the boiler-kooM not 
Should, however, the same accident happen to a manhole cover 
underneath the boiler, placed near the ground, the effect will 
be very different, and it will depend upon the weight of the 
boiler and water contained, size of manhole, pressure of steam, 
and distance of aperture from the ground, whether the boiler 
and its contents will be merely raised a little from its seat, 
or whether it will be shot aloft like a rocket by the unbalanced 
pressure on the discharge of steam. If the manhole were in 
the side of a vertical boiler, and near the top, the blowing off 
of the lid into an open space in front would probably topple 
over the boiler if it were not well supported. 

Again, if the manhole in our first case were without any 
provision for strengthening the plate surrounding it, and if the 
edges of the plate were reduced in strength by fractures or 
corrosion and wear, the rush of steam and water, on the lid 
blowing off*, would probably start a rent in the shell, which a 
high pressure withiu the boiler would continue along the lines 
of least resistance, and the result would be a violent explodonj 
the severed plates being carried in different directions. 

The remarks respecting the blowing away of the manhole 
cover apply also to the case of a piece of plate being blown 
out. 

It is easy to conceive how an incipient rent in a plate ma} 
be carried on by the same pressure that would be insufficient ic 
commence the rent, when we remember how easily a piece ol 
stout paper or cloth is torn through when a rent is mjide, evei 
so slightly, either at the edge or in the body of the material, 
or how easily a stick or cane is torn in two when a nick ii 
made in the end. In all such cases the apparent weakness o 
the material at the initial fracture is due to the unequal man 
ner in which the divellent strain is distributed over the fibre 
of the material when the rent is once begun. 

When the boiler plates are brittle, the vibration caused by t 

sudden jar, such as is produced by a sudden rush of water an< 

Bte&m, may also have effect in continuing a fracture once begu 

ia a manner similar to that ^\ni^\i c&\)a«s^ ^g^i^ ^sA qI^ac bdttl 
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materials to break up bo rapidly, once ikoy are slightly 
fractured. 

When one or more portions of a boiler have been separated 
from the rest, and have been lifted and set in motion by the 
pressure, it is easy to conceive how the quantity of steam 
behind given oflf from a large body of water at a high tempera- 
ture can propel them to a great distance. The manner in 
which large masses of plate are completely flattened out shows 
that the disruptive force has been exerted in all directions, and 
not merely in one line to which the first rush of steam and 
water has taken place, as has been assumed by some writers on 
this subject. 

If a cylindrical shell plate gives way by rending through a 
line of rivet holes, or along a line of grooving or external 
corrosion, it will greatly depend upon its mode of connection 
with the adjoining belts of plates whether the rent will extend 
farther than one plate. In the first place, if the rent should 
occur at a longitudinal seam, either through the rivet holes 
or at the edge of the overlapping plate, in a boiler where 
the riveting extends in a continuous line from end to end, it 
will probably pass right along through several plates, although 
they may be strong compared with the plate where the fracture 
commenced. Should, however, the weak line stop short at the 
edges of the plate, as when the longitudinal seams break joint, 
on giving way, the pressure tending to flatten the plate out will 
cause the rupture to pass through a line of transverse rivet 
holes or tear off the rivet heads, if the ruptured plate be out- 
side the other plates at the ring seam ; but should the overlap 
of the fractured plate be inside the other plate, the flattening 
out will be resisted, and the longitudinal fracture will probably 
extend to the next plate, still retaining a longitudinal direction 
or striking off in a diagonal direction, according to the position 
of the line of least resistance, which will be varied with the 
manner in which the plate opens out. 

Keferring to the first of the two cases just considered, such 
a plate opening out near the crown of a horizontal boiler, or 
in any pa^ of a locomotive or vertical boiler where the steam 
and water have plenty of room to escape, will probably only 
cause damage by the issuing contents, the rest of the boiler 
remaining undisturbed. But if the rent occur where the 
escaping steam and water come in immediate contact with a 
heavy inert mass, as, when the plates rend inside s. fL>\<& 'VK^ 
probable consequence will be that tlie con^e^ «»\>^%5si ^'^^ ^^"^^^ 
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long the tranBverae fractures, until the boiler is separated bid 
two or more pieces, and project, one or all, to some distance. 

Transverse seam rips, which occur most frequently in exte^ 
nally fire boilers, have already been treated of under the head 
of *' Wear and Tear." When these rents occur on the bottom, 
daring the working of the boiler, and the weight of the shell 
and its contents is very great, the recoil frequently raises one 
end, when the boiler separates, and the lightest or freest p(V- 
tion is projected endways to a distance. 

The absence of longitudinal stays or ties in most externally 
fired boilers increases the facility of the ends to take leave of 
each other when ouce the shell is divided. Should the weight 
of the boiler and contents be small compared with the pres- 
sure, the recoil will probably project the whole boiler idoft, 
when the expansion of the steam will further separate it, and 
the pieces will fall in different places. 

If the seam rip be confined to a short length, the presstoe 
may be gradually released, without lifting the boiler from its 
seat at alL 

These seam rips on the bottom are sometimes caused by the 
sudden contraction of the plates on filling the boOer with cold 
water whilst the bottom is still hot after emptying. When not 
detected before the boiler is set to work again, the rent may be 
gently enlarged, as the pressure rises, and allow the contents 
to escape gradually, without lifting the boiler. Cases have 
occurred where these seam rips, produced by too sudden codl- 
ing, have been of such a size as to allow the water to escape 
from the boiler as quickly as it entered, on attempting to refill 

When a horizontal fiue tube collapses entirely, withoni 
fracturing to any great extent, the pressure is usually relieved 
by the steam escaping through the started seams and small 
fractures. If such a collapse be sudden, there may be a severe 
concussion of the air, but no violent explosion, the boiler shell 
remaining unmoved. But should the tube fracture considerably 
without parting in two as it collapses, the effects may be veiy 
serious, from the ru»h of hot water and steam. When the 
rush is towards the confin'ed back end the boiler may be pro- 
jected forward by the recoil ; aud, on the other hand, if the 
contents escape most readily from the front end, the boiler may 
not be moved from its seat, but the rush of hot water will be 
liable to cause all the disasters of an explDsion, especially when 
the boiler is in a confined situation. If the tube on collapsing 
be broken in two, and \t& e^cstAs^j «a ^ Vsix^Vxdinal stay 
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be destroyed, one or both ends of the boiler may be blown 
out along with the tube and part of the shell attached, or 
broken off, where the ends are not well stayed to shelL 

In locomotive boilers a collapse of the firebox top plate or 
yielding of the crown plate in furnace tube vertical boilers, 
and fracture round the furnace bottom plate, by which the con- 
nection with shell becomes severed, are liable to lead to violent 
explosion, as the reaction consequent upon the downward rush 
of the contents will carry the boiler aloft. 

In investigating the cause of a complicated explosion, the 
relative weights, positions, shapes of the scattered pieces, and 
the direction taken by them must first of all be carefully noted, 
and their original positions in the boiler be assigned to them, 
along with the positions of the different mountings, manner of 
staying, and absence or presence of means for strengthening 
domeboles, manhole, tubes, combustion chambers, &c The 
original shape of the shell and large flue tubes should be ascer- 
tained as accurately as possible. The primary rent is then 
to be sought for. In many cases the direction taken by the 
heavier pieces is a guide to this, as the fractured plates, if 
free to move, will shoot of, the light pieces along with and in 
the direction of the first rush of steam, and the heavier pieces 
in an opposite direction. 

That this, however, is not always the case is obvious, as, for 
instance, when the boiler turns over before separating, or where 
the direction a piece of the shell would take, if free to move, 
is changed by part of it clinging for a time to the larger mass 
to which it may be attached. 

All the edges of the plates and angle irons along the lines of 
fracture should be carefully examined, in search of weak places, 
such as thinness caused by grooving and corrosion, external and 
internal, wasting of rivet heads, defective rivet holes, in- 
sufficient lap, old flaws and fractures, patching and other signs 
of repair, indications of softening or deterioration by over- 
heating, condition of low-water indicating apparatus, safety 
valves and pressure gauges. 

A close examination of the shape of the rivet heads and of 
the shapes and sizes of the plates and arrangement of seams 
throughout the boiler will usually lead to detection of repairs 
when these are not obvious at first sight. The colour and nature 
of the fractures, and whether they be short or jagged, are the 
only guides to the length of time they have exiat^ vcA. \iss« 
the/ have been produced. 
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Overheating from shortness of water usually declares itself 
by the bulging and buckling of the plates, by breaking off the 
incrustation on one side, and by producing a burnt appear- 
ance, along with removal of soot, <&c., on the other side, by 
the starting of the joints and melting of fusible plugs, and in 
furnace tubes also by forming corrugations parallel with the 
ring seams. These corrugations are produced by the excessive 
expansion of the plates at the part where they occur. 

It is very seldom that externally fired boilers explode £rom 
shortness of water, although their bursting has often been 
ascribed to this cause. In fact it has long been the fashion, 
whenever a boiler explosion occurs, to endeavour to attribute it 
to shortness of water. This is nothing more than an easy 
method of shifting the responsibility from the makers and 
owners on to the attendant, who, if not killed by the explosioD, 
in many cases might just as well be, so far as his ability to 
defend himself is concerned. 

Internally fired boilers, on the other hand, frequently do 
explode from shortness of water. 

One or more of the defects above indicated will in most cases 
be found to be the cause of explosion, which may have occurred 
at the ordinary working pressure. But if no such defects can 
be found, and the calculated strength of the boiler be sufficient 
for the alleged working or blowing-off pressure, the condition 
of the safety valves, levers, weights, springs, double-eyes, pipes 
or branches, must be still more closely inquired into, and the 
strength of the plates at fractures carefully tested. The alleged 
blowing-off pressure must be carefully checked by calculating 
the weight upon the valve, and the accuracy of the preBSuie 
gauge as well as its condition should be ascertained, and any- 
thing else suggested by the nature of the case that may throw 
light upon the manner in which the overpressure has been 
brought about. 

There are still many who maintain that the violence of some 
explosions cannot be ascribed to gradually accumulated over- 
pressure, and many theories have now and again been started 
to account for the tremendous force that is made manifest by 
its effects. 

In seeking to assign such a phenomenon as a boiler explosion 
to any cause that is known to exist in nature, we must be pr^ 
pared to show : 1, that the cause can exist in the case in ques- 
tion ; 2, that it is competent to produce the resulta ascribed to 
''' ' and 3, that no other known c&wee sasi ^xof^xnc^l^eee xesulta 
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Now if we apply the above standards of reasoning to over- 
»re88ure of steam, we know that it often does exist and may in 
Imost any case exist unawares. That it is competent to pro- 
Ince the violent results so often exhibited has been proved 
heoretically and practically. It has been demonstrated by 
*rofessor Airy, that the destructive energy stored up in 1 cubic 
oot of water in a boiler working at 60 lbs. pressure, is equal 
o the destructive energy of 1 lb. of gunpowder ; and it has 
»een shown by the experiments of the Franklin Institute, that 
;radiially accumulated steam pressure in ordinary wrought-iron 
loilers can produce a violent explosion. That other causes can 
>rodnce similar results cannot be disputed, as vessels of com- 
>reB8ed air and gases have sometimes burst with terrific effect. 
)]i examining, however, the usual effects of a boiler explosion, 
hey are not what we should expect from a discharge of ex- 
dosive gases, detonating compounds, or electricity, which would 
tct instantaneously and shatter the plates receiving the full 
brce of the discharge into small fragments. 

The tearing up of a boiler on explosion although rapid is not 
nstantaneous, and the somewhat gradual developement of the 
brce stored up in the highly-heated water keepH up a con- 
iuuous pressure behind the separating pieces, which is better 
calculated to hurl them to a great distance than a force acting 
nstantaneonsly and suddenly dissipated. 

That electricity might be developed in a steam boiler, under 
certain conditions, there can be little doubt, but it is difficult 
io conceive how any large quantity can accumulate within a 
boiler either in direct or indirect communication with the earth. 

It has long been known that a current of steam sometimes 
Bzhibits electrical conditions. The invention of the Armstrong 
bydro-electric machine, was suggested by the circumstance of a 
workman experiencing a smart shock from a jet of steam coming 
in contact with one hand whilst the other touched the safety 
Falve from which the jet issued. Faraday, who took up the 
qnestion, proved that the development of electricity was solely 
due to the friction of the suspended humid particles against the 
sides of the orifice through which the steam passed ; and that 
it was in no manner due to the change in the state of the water 
in the boiler. He also showed that the same effect could be 
produced from the friction of a current of humid air, and that 
ilectricity cannot be developed from a current of dry steam 
3r air. 

Admitting that the presence of electricity m wo. qx^yglvts 
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boiler is not impossible, it yet remaiDS to be shown tbat it 
could exist in a state of high tension, and yet, again, how it 
could bring about an explosion, accompanied by the usual weSp 
known results. 

That a small quantity of steam might be decomposed in a 
boiler by coming in contact with plates that have accidenially 
become red hot cannot be disputed, but that the decompositian 
could occur to any considerable extent with ozydised plates.ia 
well-nigh impossible. The hydrogen liberated by the decom- 
position is not explosive, and would require to be united and 
intimately mixed with its equivalent of oxygen, and then ig- 
nited to produce an explosion. 

Supposing the oxygen to be admitted with the feed water 
and that the ignition could be effected by red-hot plates or an 
electric spark, it still remains to be shown how the gases oonld 
possibly become so intimately mixed in presence of the laige 
body of steam and nitrogen present in the boiler as to form a 
detonating compound. Again, assuming that nearly all the 
steam could be decomposed, the hydrogen would only bani 
quietly in the presence of oxygen as it becomes liberated on the 
red-hot surface of the plates ; and in any case, its power to 
produce an explosion is extremely improbable. 

But to take the most extreme view of the case, and assaming 
the sudden formation of a vacuum within the boiler by the oiiioii 
of the two gases to take place, it is still by no means dear how 
the bursting of the shell would follow in consequence, as the 
vacuum formed could only be local and insignificant with a 
large quantity of steam and nitrogen in the boiler. 

With respect to the superheating theory, the modus opercm^ 
is usually supposed to be something like the following. Ihe 
plates are allowed to become intensely heated by the water levd 
falling too low or from other causes, and communicate their 
heat to the steam in the boiler. On the water being agitated 
and carried aloft as spray, by the action consequent upon the 
sudden opening of the steam stop valve, safety valve or feed 
inlet, a large quantity of steam is produced and the pressore 
suddenly raised above the resisting power of the boiler. That 
the steam might become highly superheated, and the water in 
a divided state might be brought into contact with it cannot be 
disputed. But when we consider the condensation that woold 
take place, and the small total quantity of heat oontainiMl evoi 
in a Jaxge volume of steam, sufficient additional pressure could 
not be produced to bux&t &\>oVV<bx mx2cL%x»utfnMJbld margm 
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strength. The increase of pressure con be oalcnlated as follows : 
In a boiler working at 60 lbs. and having a steam space of 180 
enbic feet, sappose the steam to be raised in temperature or 
superheated from 307^ to 800^, the volume would be increased 
in the ratio of 1 + (0-00203 x 275) : 1 -^ (0-00203 x 768), or 
of 1*56 I 2-56. If the same steam pressure is maintained in 
the boiler the weight of steam, which in the first instance was 
81 -5 lbs. will be reduced to about 20 lbs. This quantity of 
dry steam will have about 18000 units of latent heat, and in 
fiilling from 800° to 307** wiU render 20 x 0-480 (800 - 307) = 
4732*8 tmits of sensible heat available for raising steam sud- 
denly, or only an amount competent to generate a quantity of 
steam from water at 307^, equal to about one quarter of that 
already in the boiler, which would cause a rise of pressure equal 
to 15 lbs. only. The pressure might also be augmented at the 
same time by the water coming in contact with the red-hot 
plates : 30 square feet of f" plates heated to a temperature of 
900*» would give 460 x -114 x (900 -307) = 30421 units of 
heat in the plates available for sudden evaporation, or sufficient 
heat to convert about 34 lbs. of water or | cubic foot at 307^ 
into steam. As the 180 cubic feet of steam weighed 31 '5 lbs. 
the pressure wiU be increased by 71 lbs., whence we have a 
total pressure of 60 + 15 + 71 = 146 lbs., which certainly might 
be sufficient to cause an explosion, if the steam were suddenly 
generated, or more rapidly than it could escape. 

But the conclusion arrived at from general experience, and 
from experiments expressly imdertaken by Mr. Fletcher and 
others to solve this question, is that a large quantity of steam 
cannot be suddenly generated by throwing water on to red-hot 
plates. Severe overheating of boiler shells or furnace tubes will 
start the riveted joints, and oflfer a further means of escape for 
the steam as it is formed. 

Explosions from overheating are more likely to be produced 
by the softening and yielding of the plates at the ordinary pres- 
sure, or by the sudden contraction of the plates on having 
water thrown on to them, than by any sudden augmentation 
of pressure, the production of which is entirely hypothetical. 
Beyond a certain quantity, the larger the body of water thrown 
on to a given weight of red-hot plates the less will be the 
amount of steam formed. It may also be remarked that in 
ordinary boilers, where the feed inlet is near the bottom, sud- 
denly turning on the feed water will not scatter it over the kot 
plates near the working water level, where o^QxVi.e^\\xi^ \& xck^^^ 
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likely to occur, but the water will gradually rise up iSI» 
sides. 

The Leidenfrost phenomenon, as it is called, or the tendency 
of small quantities of water, when thrown on to highly heated 
plates, to assume the spheroidal condition, and to eTapooto 
sudd^y on coming in contact with the plates when the tempe> 
rature is lowered, has been often adduced as a cause of explo- 
sion. The exact application of this theory is, howerer, hf no 
means clear, and the assumed delay of the water in evap(»siaii|g 
is antagonistic to the sudden-evaporaticm-fiom-oyeiheiiing 
theory. It is difficult to see how the evaporation by ebnUitiaii 
of a lai^e quantity of water in an ordinary boiler could be long 
delayed, as is assumed in this theory, without reducing the 
temperature of the water below that sufficient to produce aa 
explosion. 

Slight reports in the region of the furnace have sometiiiiei 
been heard previous to the gradual bulging of the furnace plates 
from overheating in boilers containing very greaqr watei; 
These have been ascribed to the water assuming the q^iheroidal 
state, but there is no reduction of the temperature in waA 
oases to account for the sudden evaporation of the suppoaed 
spheroids. It may be said of this theory that the conditions it 
assumes cannot be proved to exist in an ordinary oveiheated 
boiler, and that we have no means of knowing whether they 
would be competent to produce explosion if they did exist 

There is reason to believe that the tendency of greasy irater 
to cohere and resist ebullition through not touching the platei, 
or, in other words, to become spheroidal, is more likely to be 
the cause than the effect of the overheating of furnace plates. 

When the air usually contained in water has been expelled 
by boiling, the water, if kept perfectly quiet, can be heated 
from 70° to 80^ beyond its ordinary boiling point without any 
sign of ebullition ; but, on the slightest disturbance or agitation 
of the water so superheated, a lai^ quantity of steam is sud- 
denly formed. If the pressure above is at the same time 
reduced, as by drawing off steam, the rush of newly fonned 
steam will carry the water before it with great force against the 
boiler crown. It is probably this action that produces the 
concussion sometimes felt when standing on a boiler whilst the 
steam is suddenly drawn off on starting the engine. Under 
certain conditions the sudden generation of steam might pro- 
duce a pressure above that at which the safety valves are set to 
^^ow off, and this, toge\3iQx m^ ^<& Iokeqa of impact mjfi^t 



BOILEB EXPLOSIONS. 243 

bring about the explosion of a very weak boiler, but not of one 
having a proper margin of strength. 

The practice of ascribing steam-boiler explosions to obscure 
causes has been productive of much mischief, as it engenders a 
carelessness on the part of owners and attendants, who have 
been led to believe that no amoimt of care will avail against the 
mysterious agents at work within a boiler. 

Considering the too frequent want of care and knowledge os 
the part of those having the charge of boilers, and the great 
number of dangerous defects that are almost daily discovered 
by trained inspectors, the mystery to be solved is — ^how so 
many boilers escape explosion at the ordinary working pressure, 
and not, — what has been the cause of the disaster when an 
explosion does occur ? 

The reader will find much valuable information about the 
cauaes and prevention of boiler explosions in the monthly 
reports of Mr. L. E. Fletcher, Chief Engineer of the Man- 
chester Steam Users' Association ; and in the annual reports of 
Mr. E. B. Marten, Chief Engineer of the Midland Steam Boiler 
Inspection and Assurance Company ; of Mr. B*. B. Longridge, 
of the Boiler Insiurance and Steam Power Company ; and of 
Mr. Hiller, of the National Boiler Insurance Company. 



u^ 



CHAPTER XIII. 

COMBUSTION OF COAL. 

Combustion is the name given to any rapid chemical mmm 
attended with great heat and light The combustion that 
takes place over our fire grates and gas burners, is the chemical 
combination of oxygen with carbon and hydrogen. The oxygen 
is supplied by the air where it is associated with nitrogen, from 
which it readily separates. The carbon and hydrogen are pre- 
sent in the fuel and gas, and on being sufficiently heated by 
the application of a light or other well-known means, the 
attraction between them and the oxygen becomes strong enough 
to cause them to combine with it. The application of heat is 
necessary to start the process of combustion, which is simply 
one of rapid oxidation ; but the chemical change afterwards 
produces more than sufficient heat to carry it on. The pro- 
duction of heat by combustion is usually ascribed to the impact 
of the atoms of oxygen against those of the other combustible, 
as they clash together on entering into chemical combination. 

The amount of heat produced by the combustion of different 
bodies, or their total heat of combustion, has been approxi- 
mately determined by experiment, and is usually expressed in 
pounds of water raised 1° Fahrenheit (or conversely, in number 
of degrees 1 lb. of water is raised) by 1 lb. of substance com^ 
bining with oxygen. The standard unit of heat in this country, 
or British thermal unit, is the quantity of heat that will ndse 
1 lb. of water 1° Fahrenheit at its greatest density, which is at a 
temperature of 39 'P. 

All substances combine chemically in certain proportions 
only, both by weight and volume, which are c^ed their 
chemical equivalents. The equivalents by weight and volume 
of the elements and compounds with which we are concerned, 
are given in the annexed table^ from which the combining pro- 
nortioDS of the combustible &\\\>%\.%iice% c^\x\)^t^^v^^^ ^tsaUted. 
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The condensation of the elementary bodies by chemical com- 
bination is shown in the fourth column. The elements in atmo- 
spheric air are not chemically combined. Carbonic oxide is not 
formed directly from the union of the elements carbon and 
oxygen, but firom the union of the compound carbonic add with 
oxygen. 

The volume of a given weight of gas at any temperature, can 
readily be ascertained from the sixth column as follows : — ^Let 
y = volume at 62% and Y' = volume at any required tempera- 



ture t\ then V' = V (^^ll±l\ 

\ 523-2 / 



Carbon, almost the only element contained in good coke, and 
the principal element in coal, combines with oxygen to produce 
two different gases, according to the proportions in which the 
combination is effected, viz., carbonic acid when the oombustiaii 
is perfect, and carbonic oxide when the combustion is incom- 
plete. The acid is composed of one equivalent by weight of 
carbon (C, 2) ^^^ ^^o o^ oxygen (0^^)^ or 1 lb. of carbon com- 
bines with 2§ lbs. of oxygen and forms 3| lbs. of carbonic add 
gas. The carbon which is solid in the fuel passes during 
combustion into the gaseous state. The volume of the carbonic 
add gas is equal to that of the original 2§ lbs. of oxygen, 
and the quantity of heat produced by the combination is 
14,600 units, as given in the table on page 261. This would 
be the amount of heat from the combustion of every pound 
of carbon in the furnace, if completely consumed ; but^ should 
the layer of incandescent coke or carbon be thick in proportion 
to the quantity of air supplied through the fire grate, the 
oxygen of the carbonic add will recombine with another 1 IK 
of carbon, and form 4| lbs. of carbonic oxide gas. B^ this 
second combination the volume of the gas is doubled, and a 
large amount of heat is rendered latent in performing the 
interior work of expanding the gas and converting the solid 
carbon into vapour. The heat produced now fklls from 
14,500 units to 8800 units, the amount due to the imperfect 
combustion of 2 lbs. carbon, showing a loss of sensible heat 
equal to 5700 units. When the combustion stops at th» 
stage for want of air, the loss of sensible heat and waste of fdel 
is evidently very great. But when a sufficient supply of fresh 
air is at hand, the 4 J lbs. of oxide recombine again with an 
additional 2| lbs. of oxygen, making 7^ lbs. of oarbonio acid 
gas. The volume is hereby reduced to that of 6^ Iba. oxygen, 
And the 6700 units of latent \L«a^i vc« x^sA^s^d VAUBible, the 
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total qtutntity of heat due to the last combination being 8800 
+ 6700 + 14,600 = 29,000 = the amount due to the perfect 
oombustion of 2 lbs. carbon. 

The total heat of steam at atmospheric pressure being 1178 *1, 
1 lb. of carbon should convert 

14,600 ^ j2.Q^ j^ ^^ ^^^ ^^ g2» 



1178 1—62 



into steam of atmospheric pressure. 

This is assuming a perfect evaporative efficiency^ and all the 
heat to be utilised. The bcist results in practice, however, fall 
far short of this. In locomotive boilers, where the best coke, 
oonsutting almost entirely of carbon is still, although rarely, 
used, the maximum evaporation under favourable conditions 
may be taken at 9*6 lbs. of water from 62% showing a loss of 
about 20 per cent of heat. The reason of this will be shown 
below. 

Hydrogen is not supplied in the free state to our furnaces, 
bat is usually present as a component of the hydrocarbons, 
sach as pitch, tar, olefiant gas, <bc contained in the coaL 
Two equivalents, by weight, of hydrogen (H^) combine with one 
of oxygen (0^ ^), or 1 lb. of the former with 8 lbs. of the latter, 
and form 9 lbs. of water which pass off in a state of vapour, 
^e quantity of oxygen is, in this case, three times as much as 
we had for the carbon. By volume, two of hydrogen combine 
with one of oxygen, the resulting aqueous vapour having the 
same volume as the hydrogen. Its calorific power being 
62,032 units, we have then by 1 lb. of hydrogen — 

1178-1°— 62 

converted into steam of atmospheric pressure. 

When hydrogen and oxygen are present in the fuel in the 
the proportions to form water, they combine as such, and do 
not increase the heat of combustion ; but, along with any other 
water that may be present, act injuriously in reducing the 
temperature of the furnace by absorbing a considerable amount 
of heafc by their oonversion into vapour. In order to ascertain 
iSie healing power of hydrogen contained in any fuel along 
with oxygen, we have to subtract one part by weight of the 
former, for every eight parts of the latter, and consider onl^ 
the surplus hydrogen as having any lieatmg i^o^oi. 
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The hydrocarbons are the first constituents of ooal acted 
upon by the heat of the fomace, and i^ass readily into the 
gaseous state which they must assume before they are bumi 
To the volatile nature of the hydrocarbons is due the flaming 
property of the coals containing them. 

The different kiuds of coal such as non-bituminous or anthra- 
cite, slightly bituminous or anthradtic, semi-bituminous, and 
bituminous, of which an analysis is given in the annexed table, 
can be distinguished by their appearance, but the charactei 
of different varieties of each kind cannot always be determined 
by the colour, lustre, cleavage, <bc., as many suppose. 

The Anthracite, or hard stone-like coal of South Wales, is 
lustrous in appearance. It is diflScult to bum, requiring a very 
stroDg draught, high temperature, and considerable atten- 
tion. When dry, it bums without flame or smoke, like coke, 
since it contains no hydrocarbons, and, although it gives out 
an intense local heat, it is not adapted for burning in a steam 
boiler furnace, and is consequently little used as a steam coaL 

Slightly bituminous, or Anthracitic coal, fotmd abundantly 
in South Wales, contains a small amount of hydrocarbons, and 
is, for many kinds of boilers, decidedly the best steam coal we 
possess. No further proof of this is required than the large 
price it fetches for marine boilers, where semi-bituminous coal 
of good quality is to be had at a much cheaper rate. It is a free 
burning coal, usually with a short flame, and requires little atten- 
tion. It swells considerably, and falls rapidly to pieces in the 
furnace, but does not cake, and the best qualities yield but 
little clinker and ash. It is often called smokeless, but most 
of the best qualities emit a light vapoury smoke.' It will 
not bear rough usage, and cmmbles rapidly after long exposure 
to the atmosphere, which circumstance, together with the 
quantity lost in some descriptions by falling through the fire 
bars in consequence of its decrepitation by the heat, causes a 
large waste, often equal to 15 per cent. In consequence of 
this it is often advisable to mix this with a harder kind of 
coal, to enable the dust to be utilised. The small amount 
of skill and attention for smokeless and economical firing it 
requires when compared with most kinds of semi-bituminous 
coal, is fMstually the circumstance to which its greater value is 
due. 

The semi-bituminous coal containing a considerable^ bat 
varying amount of hydrocarbons, is more used than any other 
kind for steam boiieis. ^md deam^tlona are free buraingi 



COMBUSTION OF COAL. 



249 



i 

8 



•1 



I 

<3 






^ 



£ 



g 



51 



«■ 



1g1 
lis 



• « 
CO GO t«B 
CO 



Ol 



00 

iH O CO 






^ 2 



O^OOiH^OlOkO 
00 O to 



iii 

02.0^ 






Ok 00 c^ j>»"^ 

a» 4htHih * 04000 

t^ rH O kO 



ii 
H 



»7i UJiH iH Wi W 
0«ba0 04r-IOI O O 

00 oco 



5sl 



s» 2 






CO A ^ GO 00 lO 

• ••••• 

00 O CO 



^1 
4^ 



^2 



00 «»cp w> 

0=100 01 * :^ o»o 

o» 0*0 



^ 









OQ 



eot^co ^ 00C4 

• ••••• 

00 "^ iH iH coo ^ 
CO O 00 






• • • • 
Ok 



:ooo 
o 



9 

Q 



I 



00 oi c»i7i 

» »0 »br-l ' rS O 09 
00 O k« 






3 O 



^ ^ ^ QO OO Oft O 
• •••«• • 

04»OOr-liH090U> 

CO O 00 






opus Cirie^b* 

GO Ot^ 



• a 



J 



A 



-ML ^ 



250 A TREATISE ON STEAM BOILERS. 

whilst oiheis cake very much ; all of good quality bom easily 
with an ordinary draught, and emit a considerable amount of 
smoke unless special care is used to prevent it. 

The best steam coals of this class are chosen for their small 
amount of ash and clinker, hardness, and non-caking quality, 
which tend to diminish the attention required to bum them 
economically* The properties of semi-bituminous coal vary 
considerably, and it is almost impossible to tell the quality from 
the appearance, i^>art from such defects as are indicated by the 
presence of stone, iron pyrites, or other foreign matten 
Many rich, small, hot coals that are not suitable for boiler 
furnaces when used alone, owing to their tendency to cake, can 
be successfully burnt if mixed with a harder free burning coal ; 
and, indeed, the best results both in evaporation, speed, and 
economy, are to be obtained by a judidous mixing of two or 
more properly selected descriptions of coaL Bituminous ooal 
contains more tarry matter than the above, and is best utilised 
for gas making. 

The kind of coal containing the largest amoimt of bitameD, 
of which the Boghead Oannel may be taken as a type, although 
rather an extreme one, being regarded by some as not being a 
coal at all, is without lustre, of a greyish or brownish black 
colour. It yields a very large quantity of ash and clinker, and 
is not suitable for steaming. It is employed almost exdnsiYely 
for gas making, for which the large amoimt of contained hydro- 
carbons renders it most suitable. 

Coke is the solid carbon and other material left after the 
volatile ingredients are driven off by partial combustion in coke 
ovens, or by slow distillation in flue retorts. The former is 
much the best for boiler fueL Much small semi-bituminoos 
caking coal, rich in carbon, but which would be oomparatively 
worthless for boiler furnaces, forms into large pieces in the coke 
ovens, and becomes a valuable coke for locomotive boilerst 

Some patent fuels are also made by compressing into moulds 
and heating in retorts, small coal of good quality, that would 
otherwise be wasted. It is thus formed into compact solid 
blocks, without the expulsion of the hydrocarbons. Fitch 
or other combustible substances may be added when the ooal 
does not contain a sufficient quantity of bituminous or pitdiy 
mattel: to make it cohere properly. 
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The total heat of combustion of a Babat&iice such u coke or 
coal OMi be found bj talking the mm of the quantities of heat 
which an given by the combustion of its component parts 
taken saparatelf. If we take, for example, the qnalitj of 
ooko given in the above table, we have for the total heat of 
oombiution when completely burnt '94 lb. carbon x 14,500 ^ 
13630 unitg. This does not, however, give oB the temperature 
of tba roaulling carbonic acid. To find this, the heat of com* 
bostiou mart be divided by the total weight of the gas multiplied 
by its ipedfic heat, which we asBume here to be oonBtant at all 
temperatures. We have abo to conaidei the lou oC Vsm^Kcv- 
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ture due to the absorption of heat by the nitrogen, which formfl 
the principal bulk of the air for combustion, 

Weight of oxygen = 2*51 lbs. 
„ nitrogen = 8 '816 lbs. 



ll-3261bs.of air. 

Carbonic acid 3*45 lbs. x '216 = '745 
Nitrogen . 8-82 lbs. X -244 = 2-162 



2-897 



Therefore elevation of temperature above atmosphere 

13630 



•2 89 



= 4716° Fahr. 



For the more complicated process of combustion, when coal is 
burnt, let us examine that of 1 lb. of average Newcastle coaL 
Here we have- 
Carbon - -821 lbs. 
Hydrogen = -053 lbs. 
Oxygen = -057 lbs. 

Making allowance for the water due to the presence of the 
oxygen and hydrogen together we get — 

(•057\ 
•053 —J = .046. 

The quantities therefore stand — 

Carbon = '821 lbs. 
Hydrogen = -046 „ 



Water = -064 



» 



Carbon -821 x 14500 = 11904 units of heat 
Hydrogen -046 x 62032 = 2853 „ 



14758 units of heat s 
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tal heat of oombustion — 

Oxygen required for C O^ = 2*18 lbs. 
„ „ HgO = -368 lbs. 



Total oxygen consumed = 2 '548 lbs. 
Associated nitrogen in air • = 8*918 lbs. 



Total quantity of air consumed . = 11*466 lbs. 

Bsulting carbonic acid . . . 3 lbs. x *216 = '648 

(Water in coal . . -064 "j 
earn J „ from hydrogen V4781bs. x '480= -229 

( burnt . . -414^ 
Ltrogen 8*918 lbs. X '244 = 2*176 

3*053 

To find the elevation of temperature in this case we must 
duct the latent heat in the steam from the total heat of com- 
istion, when we get — 

14758 - (966° X *4r8 )^ ^^g^o ^ ^j,^,^,^ 
3*053 

temperature above the atmosphere. 

We find from the above results that the total heat of com- 
istion of coal compared with that of coke is greater, whilst 
e elevation of temperature of the products is less. This is 
dng to the heat absorbed in raising the temperature of the 
creased quantity of air required in burning coal, and also in 
nsequence of the heat rendered latent in evaporating the 
iter in the fuel. The respective temperatures here assigned 
B never realised in practice, owing to the cooling effect of the 
ibumt air, plates and material in the furnace. The quantity 
heat absorbed by the ashes and other ingredients in the fuel, 
lich is however comparatively small, should also be taken into 
count in estimating the exact temperature due to the comba»- 
m of anyfueL 

The theoretical amount of air required for any given fuel 
penda upon the chemical composition of that ^e\^ «aA xda^ 
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be obtained by the following formula where A = weight of air 
required — 



A = 12 C + 36 



(-t) 



For all kinds of coal and coke the minimum weight of airie- 
quired may be taken at 121b8. per lb. of fuel, the yanation on 
either side of this quantity being immateriaL 

It must not, however, be assumed that coal or coke can be 
properly burnt in a boiler furnace with anything like so small an 
amount of air as this. Since carbon cannot be economically bumt 
in the presence of the carbonic add formed, this gas must be 
diluted with a considerable quantity of oxygen or air to be 
ready for combustion with the carbon it meets with. This 
necessary reserved quantity of air for dilution will vary in 
amount according to the manner of its distribution, and the 
Telocity with which it is forced amongst the burning fueL 

When the pieces of coal are small and of a caking nature 
they form into a large solid mass over the bars, restricting the 
passage of air to a few spaces, especially when the draught is 
moderate, and a large amount of oxygen passes in consequence 
unbumt through the fire. When the draught is severe good 
coking coal can be bumt with a good result, and some descrip- 
tions of this coal are highly prized by those who know how to 
use them. With slightly bituminous or semi-bituminous non- 
caking coal in large or small pieces the bulk of air passei 
through the grate is more or less minutely divided, and more 
favourably diffused for combining with the carbon. 

From various experiments conducted under different dienift- 
stances it appears that for an ordinary chimney draught the 
weight of air required for dilution may be taken as equal to 
that required for combustion. This gives us 24 lbs. as the 
quantity of air required for each pound of fuel But when the 
air is driven with great velocity by a strong draught amongst 
the burning fuel the combination with the oxygen is moie 
readily effected, and a smaller quantity of air is required. With 
very powerful chimney, or artificial draught, the weight of extra 
air required is found to be considerably less than the above^ sod 
may be taken as one and a half the minimum quantity, makiug 
18 lbs. per lb. of fuel. 

In burning semi-bituminous steam coals a considerable quantity 
of iresHi air is required for combining with the hydrocaxboDS 
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above the layer of coal, and mtiBt be admitted directly to the 
gases either at the furnace front or at the bridge, or, which is 
perhaps better, at both, unless the furnace is specially designed 
for air admission to the sides or middle of the space above the 
fueL Whichever plan is adopted too great care cannot be 
taken to admit the air in small jets by perforations or other 
means, especially when its direction is parallel with the current 
of gasee. This ensures a better mixing, and prevents to a very 
material degree the nndesurable cooling effect of introducing a 
large volume of cold air in one place, which is liable to defeat 
the end for which it is introduced. 

As the chemical action between the fuel and the oxygen can ( 
only take place when the two are in intimate contact, the 
rapidity and completeness of combustion and intensity of heat 
wUl be increased by increasing the number of points of contact, 
or by reducing the size of the pieces of fuel. The ultimate con- 
elusion to be drawn from this is that coal should be used as 
dust, or, still better, as gas, in order to afford the greatest 
facilities for perfect combustion. No doubt this conclusion is 
theoretically correct, and the latter mode will in time be brought 
largely into practice. The principal difficulty in the employ- 
ment of these methods, especially the former, i^ to arrive at 
and apply successfully the proper quantity of air for admixture. 

With boilers having a good chimney it is usual to have a 
damper for regulating the draught or altering the quantity of 
air admitted. For every description of boiler the most econo- 
mical rate of air admission will depend upon the general and 
detailed arrangement of furnace, quality of coal, ratio of grate 
area to effective heating surface, <bc. When this rate is 
exceeded, or, in other words, when the fire is forced, it does 
not of necessity follow that a large amount of unbumt oxygen 
will escape to the chimney. Whether this will take place or 
not will depend upon the distribution and thickness of coal on 
the grate, fj&cility afforded for mixing the air with the gases as 
they leave the furnaces, and amount of air introduced other- 
wise than through the fire bars. It may happen, as indeed it 
tuually does with skilful firing, that the quantity of free oxygen 
in the chimney decreases as the force of the draught is increased, 
since the quantity of the coal properly consumed increases still 
more rapidly, in Consequence of the more intimate contact 
with the oxygen caused by the more rapid draught. 

The evil of forced firing is generally to be found in the fact 
that the increased velodty of the gaaea diumiS^<b*& ^^ ^^<!k<s{^<s<| 
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of the heating surface, as will be shown below, the quantity of 
heat extracted hy the boiler depending upon the length of time 
the products of combustion are allowed to be in contact with 
the absorbing surface. 

Should, however, the volume of unbumt air discharged into 
the chimney increase with the forced firing the result will be a 
waste of heat equal in amount to that absorbed by the increased 
quantity of air admitted, in addition to the loss due to the in- 
creased velocity of the gases. 

When the supply of air is too small imperfect combustion is 
the result, causing either smoke or the formation of carbonic 
oxide, or both, according to the nature of the fael and distribu- 
tion of the air. The loss of heat owing to the formation oi 
carbonic oxide is frequently 25 per cent, of the whole amount 
due to the most economical supply of air. The carbonic oxide 
is invisible, but its presence is sometimes revealed, especially in 
coke burning, when on opening the fire door it bums with a 
blue flame, as it becomes ignited by contact with the cold fresh 
air. When burnt with oxygen at a high temperature the colour 
of the flame is yellow. 

Dry carbon burns without flame. When flame is seen above 
a coke or charcoal fire it is caused by the burning of carbonic 
oxide, or of hydrogen, which has found access to the fire either 
in the moisture absorbed by the fuel, or from some steam or 
vapour passing through the bars with the draught. 

If we take the actual quantity of air required for burning 
coke as ^, and that for semi-bituminous coal as double the 
theoretical quantity, we shall find the elevations of temperature 
to be respectively 3215° and 2478% the total heat of combus- 
tion being as above 14630 units and 14758 units. 

The distinction is here seen between the total heat of com- 
bustion and the temperature of the products of combustion, or 
between the quantity and intensity of heat, the latter being 
much greater in fuel containing littie or no hydrogen, although 
a less quantity of heat is produced. The cause of this is* 
evident : in burning, carbon requires for its perfect combustion 
but one third the weight of oxygen or air required by an equal 
amount of hydrogen, produciug a corresponding small weight of 
carbonic acid, compared with the steam produced by the com- 
bustion of the hydrogen. Again, the specific heat of carbonic 
acid gas is less than one-quarter that of steam, and it is upon 
the weight and specific heat of the products of combustion that 
their temperature depends aa well aa their total heat of com- 
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bastion. Moreover, in bomiDg dry carbon or coke, there is 
bnt little or no steam to render latent any of the heat. 

But the intensity of the heat given out by a piece of coal 
daring its combustion will be proportionate to the rapidity with 
which it bams. The element of time is therefore of great 
importance in considering the heating effect of any given kind 
of faeL The theoretical intensity of heat of two different 
qualities of coal, calculated from their chemical analysis, might 
be nearly alike, yet, with the same ordinary draught one kind 
might be a quick burning ^'lively'' coal, of loose structure, 
developing an intense heat during its rapid combustion in a 
boiler furnace, whilst the other may be very compact and slow 
burning, the heat developed not being intense compared with 
the first. The calorific intensity of slow burning coal is 
diminished by the loss of heat that takes place by conduction 
and radiation. 

Although the combustion of hydrogen produces the largest 
amount of heat of any known combustible under favourable 
conditions, the large quantity of air required for its combustion 
in an ordinary boiler furnace renders the attainment of a high 
temperature by it impossible. 

The reason is thus obvious for making coal into coke and 
wood into charcoal when a very high temperature is required. 
A given quantity of coal properly burnt, and where the heat is 
all utilised, will evaporate more water than the same weight of 
coke, but twenty times the weight of coal cannot in practice be 
made to produce the same temperature that is produced by the 
• oke, and this is why it is so valuable for smelting purposes 
where an intense heat is required and where the products of 
combustion are brought into contact with the material to be 
heated. 

The following are the temperatures T produced by the perfect 
combustion of 1 lb. of substance with its minimum quantity of 
air, and T' the temperature of 1 lb. with oxygen without 
nitrogen : — 

Hydrogen : T = , ^^^^^,7,^^^ ^ .V^ ^ = ^^83° «fe T^ = 1 2346^ 
^ ^ (28 X -244) + (9 X -480) 

Wbon: T - j—r- — ^,i^^^^^,, — ^-rr. = 4723" & T' = 18308'' 
(3-67 X •216) + (9-33 x '244) 
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Carbonic Oxide : T = , ^^ = 5233'* 

(1-67 X -216) + (2 X -244) 

and r^ 12738° 
OlefiantGaa-T- 21344- (966'x 1-287) ^^.^ 

The flame of a fire is nsaally not so hot by contact as tlie 
incandescent fneL With many anthracite coals which reqiiirB 
a strong draught and a high temperature for their combustion, 
the intense heat is concentrated near the fire bars, rendering 
them liable to waste. In order to prevent this the method has 
been employed of placing water beneath the fire grate, whifih on 
evaporating passes through the fro above, and is decomposed 
into its constituent oxygen and hydrogen. The latter, on 
burning with flame, distributes the heat better throng tlw 
furnace, and renders it more e£fective for heating crucibles or 
other articles, only i^ small part of which are brought into coniaci 
with the incandescent coaL 

In practice, the whole available quantity of heat produced in 
a boiler furnace is never utilised. There is usually a laige 
amount lost by radiation, which will depend upon the amaze- 
ment, condition, and material of the furnace, and may be taken 
as a rule at from 5 to 10 per cent. The amount of heat lost 
by the hot ashes, clinkers, and fuel falling through the ban 
vaiies from 1^ to 15 per cent. In ordinary practice it may be 
taken »t 10 per cent. There is a large amount, seldom las 
than 25 per cent., wasted by the gases escaping at a high tem- 
perature, from 400^ to 700^ into the chimney. The total 
amoimt available for evaporation is therefore but 60 per cent 
in the best average practice with internally fijred boilers. The 
average amount utilised in externally fired boilers is only about 
50 per cent 

In nsing coal containing a large amount of hydro-carboms a 
great loss often occurs by their escaping unbumt. "Wiih caie 
this loss may be, to a great extent, avoided, yet some anthcMitiei 
estimate the evaporative power of various dasBea of coal by tiw 
amount of fixed carbon they contain. 

Taking the temperature of the escaping gases on leaving tie 
boiler to be the same for coke and coal, say 600° or 538^ abofe 
the atmosphere, which is the average temperature to ensore tiw 
best draught we have for coke, with f air for dilution, 086^ X 

24 = 2281 units of lieat *, md lox CA^ mth 2 air to dihitioBi 
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538^x5*77 = 8104 units. These are equivalent to an evapo- 
ration at 212^ of 2*3 and 3'21b8 of water respectively per 
pound of fueL 

This shows that there is a greater loss in the escaping gases 
firom the combustion of coal as compared with that of coke, on 
account of their greater weight and specific heat, and the heating 
surface should therefore be made proportionately greater, or the 
grata area less, to obtain the same evaporative efficiency, other 
comditions of evaporation being equal in both cases. 

Apart from indicating the presence of ash, sulphur, and 
other deleterious ingredients, and the decided scarcity, or other- 
wise, of hydrogen and oxygen, the ultimate composition of any 
description of coal affords but little assistance in determining 
its value for different purposes. Nearly the same quantities of 
elements in different coals may arrange themselves before and 
during combustion, so as to produce very different series of 
compounds. Analysis shows but slight difference in the 
quantities of the ingredients present in the best house, steam, 
coking and gas coals of the semi-bituminous and bituminous 
kinds, and yet the difference in the comparative quantities of 
coke and gas they yield is very great. It is only by actual trial 
under different conditions of combustion that the value of any 
kind of coal can be ascertained. Kor can the theoretical 
calorific value deduced from the chemical composition be taken 
as a certain indication of the evaporative value attainable in 
practice. No doubt evaporative results from various kinds of 
ooals bearing the same proportion to their theoretical calorific 
power can be obtained by carefully constructing and managing 
the furnace and boiler to suit the coal to be burnt ; but of two 
kinds of coal giving about equally good evaporative results 
when burnt to their best advantage, that requiring the least 
amount of attention in firing will naturally be most highly 
prized. 

Numerous experiments, with conflicting results, have been 
conducted by the rival North country and South Wales coal- 
owners to determine the comparative value of the steam coals 
ftom their respective districts. The most trustworthy results 
of these experiments are given in the annexed table. These 
were obtained under conditions favourable to the combustion 
and absorption of heat from the best descriptions of each kind 
of coal, which prove that there is but little difference in their 
evaporative value, when the hydro-carbons of the semi-bitumi* 
nous North counti7 coals are properly and eSec^rv^*;} oorDSKox^i^ \ 
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these ftre more comlinHtible or bum more "lively" thafi lltf . 
best eli^htly-bitaminous or best steam coals of Sootti Walei^ 
and are therefoie auperioi in rafodity of combuBtion (md evapo- 
rative velooitj per foot of firs gcat«^ oi, in other wordi, eu 
raise more steam itt a given time. When speed of erapocstiai 
is a desideratum, the semi-bitnininoiui ooals hare a daddad 
advantage over th^ rivals. Thef are ako about 60 per owt 
harder to reust hammering and rough usage than the oQMt, 
which, when broken by a hammer, splinter into fingmenti 
whilst the senu-bituminoDS ooals meiely break throogh tluit 
lines of cleavage. 

These experiments prove that with care, Bemi-Utmninow 
ooals of good qaality can be burnt without any smoke, and tliri 
their evaporative power is increased when the formation of 
smoke is properly prevented. 

The results obtsined ia *l^ ttCQenmieiitR by dint of gnst 



COMBUSTION OF COAL. 261 

oare and skill in firing and arranging the furnace for each kind 
of coal are considerably higher than are attained in ordinary 
work) and more especially in the case of the semi-bitominous 
coal, where the necessary attention required for economical 
smoke prevention cannot always be counted upon. The soot 
deposited from the flame of these coals soon forms a coating 
over the heating surface, which cannot be removed so frequently 
in actual work as during a series of experiments, and speedily 
impairs the steaming power of the boiler. Forcing the fires 
then becomes necessary, unless there be a large margin of boiler 
power, and both smoke prevention and evaporative economy 
become well-nigh impossible. The facility oflered by good 
North country coals for rapid combustion tends greatly to cause 
carelessness on the part of the fireman, and it may be questioned 
whether their great combustibility is always an advantage, 
leading as it does to wasteful consiimption ; the required evapo- 
ration being maintained by *' blazing away " the coals^ instead 
of dose attention to the stoking and keeping a well-spread 
and clean fire. 

With the same description of boiler and furnace the heat of 
the escaping gases, when long-fiamiDg semi-bituminous coals are 
burnt, is likely to be higher than when coals having a shorter 
flame are used. With the former the generation of the heat is 
spread over a greater length of surface by the long flame, and 
has consequently a shorter run for its absorption. In the latter 
case nearly all the heat at a very high temperature is generated 
on the bars, and can be taken up by the greater length of 
surface it has to traverse. For this reason shorter grates are 
required in burning semi-bituminous or long flaming coal than 
for a coal containing a less quantity of volatile ingredients, such 
an the South Wales steam coal, in order to obtain the same 
evaporative economy. This has been proved by numerous 
experiments, and also that the provisions for air admission and 
mode of firing best adapted for one kind of coal may be totally 
unfitted for another kind. The type of boiler and furnace should 
always be adapted to the kind and quality of coal to be em- 
ployed. It is no exaggeration that boilers and furnaces can be 
selected which would give 50 per cent, higher duty with one 
kind of coal than with another, whilst in other boilers the 
superiority might be reversed. 

In conducting competitive coal trials in any given locality the 
coal that has been carried the greatest distance is likely to be in 
the worst condition for testing. Soutli "WeXe^ oo^ \»^*&\a^ ^t^. 
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the Tyne is placed mt a disadvantage with its rival, which ein 
be procured fireah wrought firom the pit, whilst at Cardiff the 
advantage wonld be on the other side. Owing, however, to 
the finable nature of the best Welsh steam coal, it deteriorates 
much more rapidly than its rival firom the nturth, by shipment aod 
transport, aa well aa by lyingin store exposed to tiie atmosphera 



CHAPTER XIV. 

SMOKE PREVEKTION AND FIRING. 

In ccmaidering the rationale of smoke making and prevention) 
it ia advisable at the ontset to explain what smoke really is, as 
there exists considerable misimderstanding on this point. 

When a fresh charge of semi-bitnminous coals, such as ordinary 
Korth country house coal is thrown on to the fire, in sufficient 
quantity to prevent the immediate formation of flame, a volume 
of gas or vapour usually of a dark yellow or brown, or bluish 
Uack colour, as seen against the dark background of the fire- 
place, is given oS. The quantity evolved will be greatest 
when the coal is very smalL This gas, or vapour, is commonly 
Galled smoke, but it is not what is meant by that term when 
used in speaking of the smoke-nuisance, and does not deposit 
soot. The colour of the gas as it issues from the chimney will 
greatly depend upon the character and distance of the back- 
ground against which it is seen, upon the nature of the light it 
is seen by, whether it is transmitted or reflected, the former 
lending a yellowish, and the latter a bluish, tint. 

Against a dark background of brickwork pr hills, it appears 
grey or blue ; against dark douds, light brown or grey, or is 
not' visible at all ; and against white clouds or a blue sky, brown 
or yellow, but never quite black, or like true smoke. 

If a sheet of white paper be held over the vapour as it 
escapes from the coal and there is no flame, the sheet 
will become slowly coated with a sticky matter of brown 
eolour difficult to remove, and having a strong tarry or 
sulphurous smelL This colour and smell are due to the tarry 
matter, sulphur, and other volatile ingredients in the gas. 
Deprived of these colouring matters, the vapour is a carburetted 
hydrogen (chiefly defiant gas, and marsh gas), or a chemical 
mixture of hydrogen and carbon, and nearly the same as the 
oolonrlesa gas by which our houses are lighted. 

When the chaige of coals and the eac&pVn^ QK^<(s^axn\. ^s^msh 
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have attained a considerable temperature, the lafcter can be 
ignited on the application of a light or by stirring the fire. Ko 
coloored vapour will now be visible above the flame as seen 
against the back of the fireplace, but if we hold a dean sheet of J 
paper above the flame, we shall find along with a greatly dimi- 
nished amount of adhesive colouriug matter a deposit of soft 
black smuts, or particles of carbon, diflerent in colour and 
nature from the other deposit. A (Chemical change has taken 
place, one result of which is the appearance of these caiiwn 
particles which were not visible before. The carburetted 
hydrogen gas on becoming ignited is converted into flame, or in 
other words, by the aid of the heat the hydrogen of the gas has 
entered into chemical union with the oxygen of the air, pro- 
ducing flame and heat by their union and forming water, 
which passes off in invisible steam. At the same time, the 
carbon, which was present although invisible in the gas, has 
been liberated, and is partially consumed and partially deposited 
on the cold paper in minute visible particles. 

In an open fireplace where the surrounding temperature is 
low the ignition of the hydrogen, and consequently the fonna- 
tion of flame is essential to the liberation of these carbonaoeons 
particles which in their minute state are carried aloft by the 
ascending current of steam and gases, or are deposited as soot 
on the surfaces with which they come in contact. It is the 
volume of vapour and gases coloured by the carbon partides 
that forms smoke, properly so called. On issuing from the 
chimney these particles, if not carried away by their enveloping 
medium which is always of considerable volume (a ton of ooal 
properly consumed giving off nearly half a ton of wator), 
would fall at once as a cloud of light black dust. The colour of 
the smoke will be light or dark according to the proportion of 
carbon particles present in the gases. 

The carbon contained in our lighting gas can be rendered 
visible, in a somewhat similar manner to the above^ by pressiiig 
a cold white plate or saucer down upon a jet of burning gaa 
As the defiant and marsh gases issue from the burner they an 
decomposed by the heat ; the hydrogen is partially separated 
from the carbon, and being more inflammable, bums firat with 
flame, in which the carbon particles are highly heated. If 
sufficient oxygen can come in contact with' the carbon while 
still at a high temperature, it will be burnt without smoke, hot 
by coding it with the surface of the plate before the oombina^ 
Hon ia eflfected, the carbon Vs de^^vi^A^ «a n«c^ fine Boot. 
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Smoke may be formed even with an abundant supply of 
oxygen at hand for combination with the carbou, by cooling 
down the flame below the temperature necessary for iguiting the 
carbon, before the union is effected. This may be done by 
surrounding the flame with a good conductor of heat at a low 
temperature. 

It would thus appear that the liberation of the carbonaceoiis 
particles, and consequently the appearance of true smoke takes 
I^ace only after the formation of flame. This is true only so 
fur as it applies to an open fireplace, or jet of lighting gas, 
where the temperature of the surrounding atmosphere is 
low. 

In dose furnaces where a high temperature is maintained, 
the carbon may be liberatod from the gases by the heat without 
the combination of the hydrogen, and consequently without the 
presence of flame, smoke or soot being the possible result, as 
in the other case. 

Smoke in all cases can be avoided simply by bringing a 
supply of fresh air in contact with the carbon while it is red 
hot in the flame, or at a sufficiently high temperature to combine 
with the oxygen. The combination passes off as invisible 
carbonic acid gas. 

What is required then is the presence of sufficient air and a 
sufficiently high temperatiure. In our domestic fireplaces, we 
usually have the former, but as a very small quantity passes 
through the bars, the great bulk is of a very low temperature, 
and steals away the heat before the chemical union of the 
carbon and oxygen can be effected. In a boiler furnace, on the 
other hand, there is always a sufficiently high temperature, 
unless the furnace be choked with fresh fuel ; but the supply 
of air, especially above the fuel, is too often wanting. The 
supply of air in sufficient quantity to the upper portion of the 
furnace, at the back, or front, or middle, or sides, is the object 
of all good plans for smoke prevention. 

A mode of getting rid of the smoke by consuming it was 
formerly frequently, and still is to some extent resorted to with- 
out the direct introduction of air to the hot gases. The smoke 
once formed, is allowed to mix with carbonic acid at a high 
heat, a second furnace being sometimes provided for the pur- 
pose, when the solid particles of carbon are dissolved in the gas 
producing carbonic oxide. The result of this method is a 
considerable waste instead of a saving of fuel^ sAtkow^ n}cl^ 
appearance of smoke may be preventeA. T\i« ^«si mx^go^^Xi^ 
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ren(lt*red economical by the introdaction of a supply of fresh 
air at the right time and place. 

As flame is essential to the production of smoke at a loir 
surrounding temperature, it is evident that if the hydrocarbons 
can be expelled without flame, and the temperature at the same 
time kept down, there will be no smoke. In order to oany 
this into practice it is only necessary to dampen the coals 
sufficiently with water or to mix with them some substance, 
such as bark, containing moisture. The absorption of the hea£ 
by the fresh charge of coals and steam given ofl* along with the 
gases as well as its interception by tile caking of the coal 
which is increased by this treatment, keeps the upper portion 
of the furnace at so low a temperature, that the hydrocarbons 
escape in the unburnt state, without the formation of real 
smoke, but at a great sacrifice of fuel and speed of evaporation. 

The prevention of smoke by this method is sometimes 
wrongly ascribed to the water introduced along with the coal, 
being decomposed by the heat, when the liberated oxygen is 
said to combine with the carbonaceous particles. But unfortu- 
nately for this theory, when the hydrocarbons do ignite, the 
presence of water seems rather to increase the quantity of 
smoke than diminish it 

As has been already observed, steam can be decomposed by 
passing it through a body of incandescent fuel, and the method 
is of service in some melting furnaces, but it is difficult to 
perqeive how any economical advantage is to be obtained by 
applying it to boiler furnaces (unless it is wanted for making 
flame), where it is also likely to reduce the firebars very rapidly. 

Again, by regulating the draught, and by simply throwing 
on sufficient coal to choke and cool the furnace, the ignition of 
the hydrocarbons can be prevented, but as they pass off nn- 
consumed, this method of smoke prevention is also very wasteful 
of fuel, besides having the disadvantage of making steam slowly 
and intermittently, especially when the coal is of a caking 
nature, since it cannot be stirred before the hydrocarbons have 
escaped. 

Some plans to prevent smoke by closing the damper and so 
reducing the draught at the time of firing have been tried, and 
have always failed, except where the formation of flame has 
been prevented. The draught should be increased instead of 
diminished for a short time after firing, in order to give tha 
mdbt economical result. 

ith a view to obviata ^o ^VV\!ai% m^^nsiits^ ^ tlia bote 
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plates, which extinguish the flame coming in contact with them 
before the combustion of the carbon particles is completed, 
▼ariotuB plans have been tried for completing the combustion in 
fire brick reverberatory furnaces erected in front of the boiler. 

In furnaces of this kind there is often a greater loss of heat 
by radiation and conduction than in a furnace either inside of 
or directly underneath the boiler, and the extra cost invoWed 
in their erection and maintenance not being compensated by 
any corresponding saving in fuel, operates against their general 
adoption. This plan of delaying the utilisation of the heat 
until the combustion is complete is no doubt theoretically 
correct, but most attempts to carry it out in practice have 
faOed in economy, probably owing to the loss of the radiant 
heat from the incandescent fueL 
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The thickness of the fire and its mode of distribution on the 
grate must be regulated by the size, quality, and nature of the 
fuel, the force of the draught and the facilities for effective air 
admission. When coke and good -sized coals, containing a 
small proportion of hydrocarbons are used, sufficient air for 
perfect combustion can be made to pass through the fire bars 
with a good draught, provided that the fire, generally speaking, 
does not exceed 8" in thickness. With a forced draught, as in 
locomotive boilers, this thickness may be greatly increased, but 
it is dependent in a great measure upon the size of the pieces 
and character of the fueL 

By careful firing, and admitting a sufficient quantity of fresh 
air directly to the hydrocarbons, nearly any kind of semi- 
bituminous steam coal can be burnt without smoke. 

In using round semi- bituminous non-caking coal of the best 
quality, a fire in ordinary sized furnaces from 10" to 14" 
thick is the best for economical combustion, care being taken 
that sufficient, but not too much, air is admitted for admixture 
with the combustible gases whilst they are still at a very high 
temperature. The best mode of firing most kinds of good smoky 
ooal of this description is to pile it up on the dead plate, in order 
to allow the volatile ingredients to be expelled by the heat radiated 
and diffused through the furnace. These ingredients, mixing 
with an adequate supply of air entering through the provisions 
in the furnace door or front, ignite in pa^oki^ o'^^x ^^ V^*w 
fioel. And «ro completely consumed. 



268 A TREATISE ON STEAM BOILERS. 

The mass piled up at the door becomes gradually converted 
into coke, and on being pushed forward over the fire at the next 
charge is burnt principally by the air which passes through the 
bars. Some furnaces require to be altered for the successful cany- 
ing out of this '* coking " method of firing, which gives the 
most economical, though not the most rapid evaporation. The 
pieces of coal should not be introduced larger than the size of 
a man's fist. The fire will require recharging every 20 or 30 
minutes, according to the draught, combustibility of the coal, 
and size of furnace. 

If the coal is small and cakes very much, this plan is not 
admissible, and regular firing with moderate charges at from 10 
to 15 minutes' intervals must be adopted. With two furnaces, it 
is best to fire alternately, and not one immediately after the 
other, in order to maintain as much as possible a steady 
evaporation, and to prevent a double volume of smoke appear- 
ing in case any should be produced. When the width of the 
furnace permits, it is also advisable in most cases to employ 
** side " firing, that is, to throw the coal on each side of the 
fire alternately, always leaving one side bright, so as not to 
cool the whole furnace at once. This method is preferable to 
the '* spreading" system which is commonly employed. There 
can be no doubt that this last is the best mode of firing for 
rapid evaporation, but it is the least economical and the most 
difficult for avoidiilg smoke making, unless very small chargee 
at short intervals are introduced. 

The number of shovelfuls thrown on at each charge with both 
side firing and spreading firing will vary from 4 to 1 2, according 
to the size and quality of fnel, intensity of draught, and speed 
of evaporation required. 

In using small coals — slack, duff, pease, or beans, the gases 
are disengaged almost instantaneously when a charge is thrown 
on to a hot fire, and cause a difficulty of admixture with the air, 
even when a sufficient supply is present. The only way to 
prevent smoke when using slack, without wetting it, is to keep 
up an almost continuous firing with small charges in order to 
aid the mixing of air with the gases. With limited boiler 
power, however, this method cannot be successfully employed, 
as the cooling effect of the large and frequent volume of cold 
air entering through the open furnace door checks the quick 
raising of steam, and even where the boiler power allows of 
ibis plan being carried out, the volume of air which paiset 
'^barnt is far too larg^ to xeudfiflt \^sa «sm:^Qi^\xi«i^ ii£ wfuk * 
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tnethod oonsistent with a due regard for the economy of 
fueL 

For the most eoonomioal method of burniDg slack without 
producing smoke, mechanical firing must be resorted to. Thi« 
enables a small and regular supply of fuel to be introduced, 
without the admission of too much air ; in fact, the supply of 
air may by more than one method of mechanical firing be too 
much restricted, and cause a waste of heat by the production of 
carbonic oxide. This is, however, seldom the case and the error 
of having too thin and open a fire, which allows too much air to 
pass off unbumt) is the rule. 

The steady evaporation ensured by a good arrangement of 
mechanical firing is sometimes a serious objection to its employ^ 
ment, where the quantity of steam required varies quickly and 
to a considerable amount. Another objection urged against 
most systems of mechanical firing is that the speed of evapora- 
tion is inferior to hand firing. This can in most cases be ob* 
viated by altering the rate of feeding, thickness of fire, and 
details of furnace. 

With good round coal, hand firing is preferable to any de- 
scription of mechanical firing, with respect to both rapidity and 
economy of evaporation, whilst very little skill is required for 
a satisfactory prevention of smoke when there is sufficient boiler 
power. 

The size of the perforations for the admission of air through 
the furnace front should not exceed ^" diameter, and the sum 
of Uieir areas should not be less than 2" per square foot of fire 
grate, and in some cases requires to be as much as 5" per square 
foot of grate surface. 

Perforated dead-plates are sometimes used with advantage, 
and in many cases when the supply entering by the perforations 
is not sufiicient for consuming the smoke, the furnace door may 
be left ajar for a minute or two after firing. 

As to whether the admission of air above the fire requires to 
be regulated for the different stages of combustion, there is a 
diversity of opinion. It is contended that as the largest amount 
is required when the gases are evolved immediately after firing, 
the quantity admitted, when constant, must be too great for 
the last stages of combustion if merely sufficient for the first, 
and a loss of heat must be the result This argument applies 
with greatest force to the spreading system, where the requisite 
quantity of air after charging is greatest, and where thi^ ^kmsm^ 
oi the gaBes ia aooneBt completed. But w\xeii ^<d c/c^;xcL%«<j^iX^'CQk 
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18 employed the evolution of the hydrocarbons is more gradual 
and continues for some length of time, during the whole of 
which the admiss^ion of air is necessary. EzperimentSy recorded 
by Peclet, on a boiler with provisions for admitting air above 
the fuel, having an area of '16 the air space of the fire grat«^ 
showed that the quantity introduced through the bars imme- 
diately after each charge was very small ; that the quantity 
increased as the coal became converted into coke, and at the 
end of the interval between firiog it was about four times as 
great as at the beginning. The quantity of air admitted by 
the openings above the fuel remained Dearly constant. 

These results distinctly show that with any but the coking 
system of firing, the air admission above the fuel should only 
last until the hydrocarbons are expelled, that is, two or three 
minutes after firing. 

With a constant admission of air to the upper part of the 
furnace, even on the coking principle, the speed of evaporation 
is usually diminished, although smoke is prevented. This is 
why so many engineers and firemen object to the plan of ad- 
mitting air above the fire. 

The di£Sculty caused by the diminution in the speed ci 
evaporation points to the greatest obstacle economical smoke- 
preventors have to contend with, namely, the want of safficient 
boiler power. There are many boilers worked so hard that the 
admission of air above the fuel in barely sufficient quantity to 
prevent smoke, reduces the rate of evaporation below that re- 
quired. Boilers working under such conditions are burning 
their fuel with a great waste, and although the evaporation 
may be rapid it is at a sacrifice of economy. On the othtf 
hand, the fact of the necessity of having so much boiler power, 
shows that the cooling efiiBct of admitting a considerable quan- 
tity to prevent smoke may not always be economical. 

The fact is, that in many cases no economical gain has been 
obtained by a complete smoke-prevention but just the reveise. 
This may be accounted for on the supposition that the increase 
of heat due to the burning of the hydrocarbons is sometimes 
counterbalanced by the lowering of the temperature by the ex- 
cess of air after the fuel is converted into coke, or that there is 
an excessive admission of air when the hydrocarbons are evolved, 
or that the facilities for mixing the air with the gases at the 
right time and place are insufficient. Peclet records some ex- 
peiiments where it was found that so long as there was a laiger 
volume of carbonic acid than tree oxs^«.\iVBL^^<^ ^AQ«(kuig cur- 
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renty the smoke was thick ; that it began to clear when the two 
volumes were equal, and disappeared when the volume of free 
oxygen was equal to twice that of the carbonic acid. 

It is frequently found necessary to shorten the fire grate in 
order to maintain the evaporative economy, when a furnace is 
altered with a view to prevent smoke by admitting air directly 
to the gases evolved from the coal. In very many boilers the 
length of fire grate is excessive. Whenever it exceeds 6 feet it 
is almost certain to be productive of waste, as the grate beyond 
this length is beyond the control of the stoker in the majority 
of furnaces. Indeed, there are thousands of boilers working 
with 6-foot grates, which might with great advantage be reduced 
by from 12 to 24 inches in length. A large grate by burning 
more fuel will raise more steam in a given time than a smaller 
grate, but the increase of evaporation will not bo proportionate 
to the increased quantity of fuel consumed. The shorter the 
grate the more economical will be the consumption. In fact, 
the economical limit to shortening the grate is only fixed by the 
power of producing sufficient steam without burning the coal 
too rapidly for complete combustion, by distressing the fire with 
too frequent stirring. 

Gases are to be found where the difficulty of keeping a very 
large grate covered increases so rapidly with the strength of the 
draught, that the production of steam is actually reduced as the 
draught is increased, in spite of the greater consumption of fuel. 
This is owing to the quantity of unburnt air, which passes 
Aitrag^ one portion of the grate, increasing more rapidly than 
the quantity of heat generated on the rest of the grate. In 
such cases a reduction of the size of the grate, or force of the 
draught, will be followed both by speed and economy of evapo- 
ration, and less attention will be required in firing. 

The bars of internally fired boilers are frequently placed too 
high, the advantages of a large combustion space to aid the 
mixing of the air with the hydrocarbons, of a large furnace 
surface for absorbing the radiant heat from the fuel, and of a 
thick fire for burning all kinds of good steam coal, being too 
frequently sacrificed for the single advantage of an inch or two 
more width of grate. 

The distance of the bars from the bottom of externally fired 
boilers may be varied within considerable limits, according to 
the size of boiler, intensity of draught, nature of coal, and 
thickness of fire. A distance of 14" or 16" from tV^ ^vjcdaa^ «5k^ 
the fire to the boiler plates appears to "be a\>o\i\. >iJtkft '^^'aX» v^ w»^ 
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beighl By increasiog the distance much of the effect of the 
radiant heat is lost, and by bringing the fire too nt* ar the boiler 
there is a liability of damaging the plates, and of extingnishing 
the flame, impairing the combustion, and producing Bmoke. 

The weight of fuel in pounds per hour burnt on each square 
foot of grate is termed the rate of combustion, and depends 
upon the draught and combustibility of the fueL The rate of 
combustion varies with different classes of boilers, and in dif- 
ferent districts. The following may be taken as the average 
. practice with semi-bituminous coals. 

lbs. per square foot 
of grate per hour. 

Lowest rate of combustion in Cornish boilers 4 
Usual rate in Cornish boilers . . .10 
Usual rate in externally fired and internally 

fired Factory boilers • « . . 10 to 18 

Usual rate in Marine boilers . . . 14 to 26 

„ „ in Locomotive boilers, with blast 

pipe 60 to 130 

The maximum rate of combustion of semi-bituminous steam 
coal, with air-admission through the grate and above the fire 
and with chimney draught, is about 40 lbs., but the evaporative 
economy decreases rapidly with a combustion exceeding SOlbR. 
The maximum rate of slightly-bituminous steam ooal with air- 
admission through the grate only is about 35 lbs., but evea 
below this rate the intense heat given out by these coals has 
been found to fuse the bars rapidly. Their evaporative economy 
decreases with a more rapid rate of combustion than 26 lb& 



CHAPTEE XV, 

HEATING SURFACE. 

The eyaporative power of a boiler mainly depends upon the 
efficiency of its heating surface, whose duty is to trausfer the 
heat from the products of combustion without to the water 
within* 

The heat is communicated to the transmittiDg surface in two 
different ways, — by radiation and by contact ; and from two 
or three different hot masses in the furnace, viz., the solid in« 
candescent fuel, the flame, and the hot gases produced by com- 
bustion. Beyond the furnace bridge or tube plate the heat is 
imparted by contact and radiation from the flame and gases 
only. 

The amount of heat transmitted by radiation from one body 
to another diminishes as the square of the distance between the 
bodies increases. The effect on auy surface is also diminished 
by any increase in the inclination at which the rays fall 
upon it. 

The radiation from solid incandescent fuel is greater than 
from flame, whilst transparent hot gases scarcely radiate any 
heat at alL The more intense the contact heat of the flame 
by thorough mixture with the air, the less is the heat by 
radiation.. 

Conduction is the transfer of heat either between the par- 
ticles of the same body, or between the parts of different bodies 
in contact, and it is distlDguished respectively as internal and 
external conduction. The rate at which the former takes place 
in metal plates is very much greater than the latter, where the 
heat passes from the hot mass to the plates, and from these 
again to the water. 

The efficiency of any heating surface may be defined as the 
proportion borne by the amount of heat it transmits to the 
whole amount available for transmission, and in this sense the 
term efficiency will be here used. The conditions on which 
this efficiency depends are as follows i-^ 
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1 . The extent of surfaoe acted apon by the heat and in con- 
tact with the water. 

2. Its position and arrangement with respect to the heating 
medium on one side and the water on the other. 

3. The nature, condition, and thickness of the solid body 
forming the heating surface. 

4. The difference of temperature between the heat on one 
side of the solid body and the water and steam on the other. 

5. The time allowed for the transmission of heat. 

6. The nature of the heating medium, and the manner in 
which the heat is communicated, whether from incandescent 
fuel, flame, or heated gas, and whether the heat is communi- 
cated by radiation or by contact. 

1. In estimating the extent of heating surface it is customary 
to take the whole area of furnace, combustion chamber, flues, 
water tubes, <&c., in contact with the heat on one side and the 
water and steam on the other, and to consider the evaporative 
power of the boiler as proportional to the total number of square 
feet of surface thus found. It is evident this method would be 
correct if every unit of heating surface possessed the same 
transmitting value. As we shall presently see, however, this is 
not the case, and although the efficiency of the surface may be 
increased by extending it, it does not follow that the increase of 
efficiency is in direct proportion to the increase of extent, but 
is greatly dependent upon the other conditions enumerated. 

2, Owing to the low conducting power of water the applica- 
tion of heat to its upper surface is almost entirely useless for 
warming the mass of water beneath. Inflammable liquids floating 
on water can be burnt without raising it 1° in temperature, 
whilst generating sufficient heat to evaporate the whole mass if 
applied below instead of above. 

In order to obtain the greatest effect the heat should be 
applied to the bottom of a vessel containing water, and when 
the heating medium is inside a vessel surrounded by water it 
should be applied to the crown. In both cases the heat is dif- 
fused through the liquid mass by convection. "When water is 
heated it becomes lighter and ascends, being displaced by a 
descending column of colder water ; but when the water is heated 
by the bottom of a vessel or tube with which it is in contact, on 
becoming lighter it clings to the surface above it, and diffuses 
no heat downwards. 

In Tred gold's work on the steam engine it is recorded: — 
''Mr. Armstrong found that a cubical metallic box, submerge 
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in water, and heated from within, generated steam from its 
upper surface more than twice as fast per unit of area than it 
did from the sides when vertical, and that the bottom yielded 
none at alL These remarkable differences are owing to the 
difficulty with which steam separates from a vertical surface to 
give place to fresh charges of water, and to the impossibility of 
leaving the inverted surface at all. By slightly inclining the 
box the elevated side much more easily parted with the steam, 
and the rate of evaporation was increased ; while on the depressed 
side the steam hung so sluggishly as to lead to an overheating 
of the metal." 

A flat horizontal surface not too far above the layer of fuel 
is usually considered to be the most favourable for raising 
steam. By being made concave to the fire it has, however, the 
further advantages of being still better adapted for receiving 
the radiant heat ; of facilitating the access of fresh supplies of 
water to replace the heated ascending particles, and thereby 
promoting the circulation ; of boiling ofif the matters deposited 
from the water, and so preventing incrustation ; and of being 
stronger, and in some cases more durable. 

Next in efficiency to the flat surface with the water above 
comes the sloping surface surrounding the fire, which is superior 
to one in a vertical position, as it receives the rays of heat at a 
more favourable augle, and allows the steam bubbles to escape 
more freely. The sides of locomotive fire boxes for these 
reasons, as well as for improving the size of the usually too con- 
tracted water spaces, are best made sloping, although the area 
of the crown is thereby somewhat diminished. 

In the locomotive class of boilers the fire box tube plate acts 
perhaps as eflectively as the crown in transmitting the heat per 
imit of area, the rapid impingement of the flame and hot gases 
against it compensating for any disadvantage due to its vertical 
position. The efficiency of the crown is too often impaired by 
its top hamper, in the shape of stays, ferrules, bolts, &;c 

From what has already been stated it is obvious that the 
value of any horizontal surface beneath the fire, whether fiat or 
curved, is inappreciable, and not worth consideration as heating 
surface. In externally fired boilers the heating surface is 
usually convex to the fire. This is by many regarded as in- 
ferior to a con9ave surface, probably biBcause it is not so well 
adapted for directly receiving the radiant heat from the fire, and 
does not appear to offer an equal facility for circulation. The 
results obtained from this description of suifafi^ m ^AVod^^^i^s. 
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do not appear to verify this oonclasion. The inferior erapon- 
tive power QRually aUeged of the ordinary externally fiied 
boiler is, in great measure, due to the dissipation of heat in the 
furnace. 

Where the containing vessel is surrounded by the heating 
medium, as in water tube boilers, and in the ** bouilleurs" of 
elephant boilers, the top side cannot be considered as effective 
heating surface, in consequence of the manner in which the 
steam remains in contact with it. The efficiency of these tabes 
surrounded by heat should increase rapidly with the pressure, 
since the space occupied by the steam will decrease as the pres- 
sure is augmented, and the circulation will be improved* The 
■ides hold an intermediate position between the top and bottom, 
which latter may be taken as completely effective in absorbing 
and transmitting the heat. Taking the efficiency of the top as 
0, and that of the bottom as 1, that of each of the two sides 
will consequently be ^, and the average of the whole circum- 
ference 



+ i 



iiii.j 



showing that the whole surface utilises only one half the 
quantity of heat it would utilise if it were all equally as effective 
as the bottom. In like manner the effective area of a tube 
internally heated will be found to be only one-half its total 
area. In plain cylindrical externally fired boilers only the 
under half of the circumference is exposed to the heat, whilst in 
an internally fired tubular boiler the whole surface of the tube 
beyond the bridge (when clean) is exposed. If we take the 
ratio of the diameter of the externally heated boiler and inter- 
nally heated tube as 2 : 1, the whole surface exposed will be 
equal in both for a given length of boiler, but the effective 
surface will be in the ratio of 3 : 2 in favour of the externally 
fired boiler. 

On leaving the furnace the flame and hot gases oome in 
contact with heating surface, which may consist of internal 
tubes of widely different sizes, and of elliptical, circular, or rec- 
tangular cross section ; combustion chambers ; horizontal, in- 
clined, or vertical wat<9* tubes ; and the fiat or round ends 
and curved bottoms and sides of the boiler shelL As we 
have already seen, the upper portion of horizontal internal 
tahea forma the most effective evaporating surface, the flame 
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and hottest portions of the gases coming in contact with it on 
one side, and the steam escaping readily from the other. The 
npper surface of the tube on the fire side is kept tolerably clean 
by the intense heat and current of hot air when the draught is 
not sluggish. The water side is kept comparatively free of 
incrustation when the deposited matters carried up by the 
ebullition are not prevented from passing away and settling 
where the water is quiet. For this reason, and also to allow 
the rising steam to escape freely, su£Scient space should be left 
between the tubes in a multitubular boiler, — about i their 
diameter. For facility of cleaning or washing out, and also to 
fiicilitate the escape of the steam as it is generated, a cluster of 
small horizontal tubes are best arranged in vertical rows, and 
not zig-zag, or in rows runniug at an angle of 30° or 60% which 
is done for the sake of getting the greatest possible number of 
tubes in a given area of tube plate. 

The crowding of tubes in multitubulisu: boilers is often carried 
to an extreme, especially in the locomotives on some of the Con- 
tinental railways, with the view of getting more surface, but 
without regarding the other conditions of steam raising. Heating 
surface in the abstract is one thing, its efficiency is another. 
Theoretically, the spaces between the tubes should increase with 
the distance from the lowest row of tubes. In arranging them 
in vertical rows this can only be attained by decreasing the 
diameter of the tubes as they ascend, which is, however, objec- 
tionable in practice. The under portions of the tubes and 
internal fines are almost worthless for steam raising, not only 
on account of the difficulty the steam has in escaping from the 
surface on one side, but also in consequence of the deposit of 
soot, ashes, and flue dirt which is the rule on the other. The 
incrustation also accumulates much more rapidly, and to a 
greater thickness, on the under side than on the crown of tubes, 
especially of large diameter, principally on account of the com- 
paratively quiescent state of the water in contact with the 
former. 

The manner in which the heat from the swift current through 
a horizontal tube is brought in contact with the metal is pro- 
bably by a kind of convection. Assumiug the gases entering a 
tube to be all of the same temperature, the particles striking 
against the upper surface must give up part of their heat, and 
in cooling descend by virtue of their increased gravity, despite 
the onward and upward force due to the momentum of the mass 
which opposes their descent. The hot p8ix^Vc\e^ VIxxx(i^^^a^^^ 
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behind and beneath these will come in contact with the upper 
snrface a little further on, and so a species of convection is k^t 
lip as the gases sweep along. This probably gives rise to the 
nndulatiog and winding manner in which flame may be ob* 
served to pass along a horizontal tube. It would hence appear 
that the tubes should be inclined downwards from the fornaoe, 
instead of being quite horizontal, in order to aid the contact 
of the hot gases with their upper surfaces. A very small 
amount of heat is transmitted by radiation from the hot gases 
during their flight. But when the flue deposit on the bottom 
of small tubes is not too thick to impair the draught it may 
act advantageously ia robbiug the lower part of the gases of 
part of their heat, which, when sufficient to maintain the layer 
in a state of incandescence, will be imparted by radiation to 
the tube crown. 

In horizontal internal flue tubes various means have been 
devised for extracting more of the heat out of the gases thaa 
they will yield by radiation or conduction through their mass, 
by breaking the currents at intervals, and so bringing fresh 
portions of the gases in contact with the plates. This is perhaps 
best effected in large tubes by the introduction of side water 
pockets and central water tubes, which also improve the circu- 
lation, and at the same time may be made to impart additional 
strength to the main tubes. The area of the passage is, how- 
ever, contracted by these expedients, and the draught impaired, 
which in some cases causes a reduction in the evaporative 
velocity, instead of an increase, which the application' of the 
increased heating surface is expected to produce. The deaniog 
of even large tubes is rendered more difficult by these heat 
extractors, which circumstance alone very often more than coun- 
teracts any advantage they would otherwise afford, causing a 
reduction both in the economy and rapidity of evaporation. 
This difficulty precludes their adoption in small tubes altogethtf. 
Only the face of the water tubes and pockets against which the 
rapid current impinges on its way to the chimney can be re- 
garded as really effective heating surface. In order to faciUtate 
the escape of the steam as it is generated, vertical water tabes 
should be made conical, and no water tube should ever be 
arranged horizontally, as this position is unfavourable to the 
circulation, and renders the escape of the steam well nigh 
impossible. 

In passing up through vertical tubes the gases act at a disad- 
VAntage for imparting theii heat to the plates. The partides 
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cooled by contact with the sides on entering have no tendency 
to make way for those in the middle of the current that still 
retain their heat, which can therefore only be indifferently im- 
parted by radiation or conduction. Transverse water tubes, or 
some other means for extracting the heat from the gases by 
contact are necessary adjuncts to vertical boilers, to render them 
anything like economical steam generators. These water tubes 
should always be arranged with considerable inclination, to 
allow the steam to escape freely along the upper surface, against 
which it rises as quickly as it is generated at the bottom, and 
so improve the circulation. The cross tubes both in vertical and 
horizontal internal flued boilers should never be arranged all in 
a line, but each tube should be set at an angle with those pre- 
ceding it, so as to intercept the greatest possible amoimt of heat 
by breaking up the current of hot gases. 

Besides greatly adding to the heating surface, the cross tubes 
and the auxiliary vertical tubes sometimes used in upright 
boilers also promote the circulation throughout the boiler, and 
thus act indirectly in improving the heating surface of the main 
tubes themselves. 

3. The evaporative efficiency depends on the nature, con- 
dition, and thickness of the material forming the heating sur- 
fiice. In a homogeneous plate the resistance to internal cou- 
duotion is proportional directly to the distance the heat has to 
traverse, or to the thickness of the plate and inversely to the 
diffeFence of temperatures between the two faces, whence the 
quantity of heat in units transmitted, through 1 square foot 
of plate per hour may be represented by 



T — r 



where T = temperature of hot gases ; V = temperature of 
water ; t = thickness of plate in inches ; and P = co-efficient of 
thennal resistance found by experiment, and, according to 
Pedet, is '0096 for iron and '0040 for copper. 

Expressing the resistance to external conduction by the 
co-efficients, H and W, which represent respectively the resist- 
ance to the absorption of heat by the face of the plate, and 
the resistance to emission on the other side in contact with the 
water, then the total thermal resistance, internal and ^x^rcksS^ 
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is expressed by P t -(- H -(- W and the quantity of heat 
transmitted by 

T — r 



Pi + H + W. 



From tbis expresion it is evident that the beat transmitting 
power of tbe plate decreases with the thickness and resistance, 
or conversely, increases with tbe facility offered by its heat- \ 
absorbing, conducting, and emitting qualities ; also that the 
resistance is not directly proportional to the thickness or the 
conducting power of the plate. The smaller P and t and the 
larger H and W become, so does tbe importance of tbe infinenoe 
of the thickness diminish. In consequence of the grest 
superiority of the internal compared with the external con- 
duction of copper, brass, iron, and steel, some eminent 
authorities conclude that tbe small difference in their con* 
ducting powers and thickness has no appreciable influence on 
the amount of heat they transmit 

Peclet, who foimd that all metals conduct about alike, when 
their surfaces are dull, quotes two experiments that appear to 
bear out this conclusion. One was with a boiler of cast-iron 
and the other with a boiler of copper. Both were exposed to 
a fierce fire and plunged into the flame. Each produced aboat 
20 lbs. of steam per square foot of surface per hour. 

Carefully conducted experiments, and the result of aetoal 
practice, show that after the first few days' work, with ordinaiy 
impure feed water, there is no perceptible difference in the fj 
evaporative power of copper, brass, and iron tubes, although 
their relative internal conduction powers are respectively 74, 
24, 12, and that so far as the economical use of fuel ia con- 
cerned, there is no gain in employing the dearer metals. The 
same result has also been found when using slightly different 
thicknesses of the same metaL Although tbe diflerence be- 
tween the steaming powers of new boilers with furnace plates 
i and i inch thick is sometimes found to be material, it rapidly 
disappears as the plates become coated over on both ddea 
Layers of oxide, incrustation and grease on one side, and sooty 
flue deposit, or the products from the slow distillation of the | 
coals on the other, greatly increase tbe resistance to the pas* 
sage of the heat. The conductive powers of these substaseei 
really measure the evaporative power of the tube or plate; 
being bad thermal conduoloia, \.\k&Yt obstruction to the paaaag* 
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of the heat from the gases or fuel to the water is so great, 
in oomparison with that of iron or copper of ordinary thick- 
nesses, that the Utter loses its significance, or, in other words, 
the qnantities P and ^, for either copper or iron in the formula 
are so small, compared with H and W, as not to be worth 
oonsidering. 

The rapidity of the internal conduction is greatly dependent 
upon the homogeneity and solidity of the plates, for all kinds 
of boiler materials. Where much lamination occurs in the 
plates, the internal may actually become a succession of external 
conductions, the rate of transmission being in consequence 
■eriously affected. It is a well-known fact that ^" and -^^ 
furnace plates are much more liable to fracture and become 
otherwise injured from excessive heating than -^ff" and f " plates. 
This ia sometimes adduced as a proof of the inferior evaporating 
powers of thick plates ; but it does not follow that the in- 
feriority is appreciable in the amount of water evaporated. 
The manner in which the injury to thick plates comes about 
is as follows — when the plate is homogeneous and uniform, the 
oonduction between the two faces will be uniform throughout, the 
temperature being highest on the fire side and diminishing 
gradually to the other side, where it is lowest. The difference 
will be in proportion to the thickness. Assuming the face in 
contact with the water to be maintained at a constant tempera- 
ture, it follows that the other face will be more and more 
heated as the thickness is increased, and consequently more 
liable to injury from sudden cooling. If the internal face, 
inatead of being in contact with water, ia covered with scale, 
or the plate is laminated, or a double thickness occurs, the 
thermal resistance may be indefinitely increased, and the liabi- 
lity to injury by the plate attaining a very high temperature 
seriously aggravated. This is proved by the bursting of 
blisters and the fracturing of the lap edges through the rivet 
holes. Formerly, when the difficulty of rolling-boiler plates 
increased with their thickness, the more frequent presence of 
lamination in thick plates would probably have much to do 
with their alleged increased resistance to thermal conduction. 
The difficulty of obtaining sound boiler plates i" thick, 
and even more, is, however, no longer to be considered 
general 

It is said that the thickness of the wrought-iron fire box 
plates in American locomotive boilers is diminiahed ^gc^^vsAiik^ ^ 
by the action of the heat, until they ax^ «X^^\> -^ ^ ^\cl<^ 
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appears to be the thickness that transmits the heat witli yxA 
sufficient rapidity to keep the surface on the fire side below a 
wasting temperature. This wasting does not take place to bo 
great a degree with copper plates, owing to its superior intenud 
rate of conduction, -^ inch being the thickness which ooirn^ 
ponds in this respect to the -^^ inch iron* It is obvious, how- 
ever, that the impurities in the fuel and water and local action 
of the draught will affect the thickness of the plate, quite 
independently of its conducting power. 

It is the opinion of some experienced boiler inspectors that 
thick furnace plates, both vertical and horizontal, receive a 
slightly thicker coating of incrustation than thin plates, under 
exactly similar conditions of temperature, water, &c. Thii 
oan only be accounted for on the supposition that the ebullition 
over the thicker plates is less intense, which would appear to 
prove their inferior evaporative value. 

4. In coming in contact with the first unit's length of heat- 
ing surface the gases part with a portion of their heat, th^ 
will consequently have a diminished amount for the next unif i 
length, and this will be still further reduced by contafll 
with fresh surfaces, so that each successive portion transmits a 
gradually diminishing quantity of heat, until the gases eso^e 
with a certain excess of temperature above that of the wafctti 
It is usually stated that the quantity of heat so transmitted 
by the plate or tube is in direct proportion to the difference 
in temperature between the heating medium on one side and 
the water on the other. This conclusion must, however, be 
received with some qualification. If the hot gases and air 
passing through a tube possessed the property of imparting their 
diminishing heat, under similar conditions and in a uniform 
manner throughout, and if the resistance to conduction offered 
by the heating surface were uniform for its entire length, it ii 
probable that the heat imparted at each point in its passage 
would be nearly in direct proportion to the difference of temi- 
perature. Assuming the gas to enter the tube at 1800° and 
at each successive stage to impart ^ of the difference of 
temperature to the water at 212^, we should have the fiirt 
amount transmitted 

1800** — 2120 
e = 264^ 

The gas arrives at the next point with a temperature of 1800°"* 
264° = 1536% the amount u.\A]iis»i\. m >Jtiaa ^»a» ^SJJl \» 
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1536' — 21 2** 



6 



= 221°. 



The temperature at the next stage will be 1636**— 221**= 1315°, 
and so on, for each successive steps, until the gases escape at 
850°, as shown in fig. 23. 
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Bat the manner in which the heat is transmitted by the 
is not the same throughout. At that end of the tube 
where they enter the heat is imparted to the metal directly 
by the hot gases in contact, which are thereby rapidly cooled 
down, and the heat for the remaining length of tube must, 
in some measure, be transmitted by radiation or conduction 
fiNHn the hotter particles, at the axis of the tube, through 
the cooler mass, which now surrounds them, or by convection, 
as stated at page 277. As the transmission of heat by radiation 
•ad conduction requires time, and is almost nil with hot air and 
kansparent hot gases, it appears then that the heat near the 
exit end must be imparted mainly by convection, and, there- 
fore, at a comparative disadvantage, and hence the evaporative 
duty of opposite ends of the tube will not be in direct propor- 
tion to the difference between the temperatures. The amount 
of beat imparted as the gases are cooled down will not be so 
great as we obtained above, nor will the temperature of the 
escaping gases be so low. 

If this be the case when air is the heating medium throughout, 
the difference in the proportion of the quantity of heat imparted 
at opposite ends will be much greater when flame is drawn through 
* tube or along the bottom of a boiler, for a short distance, 
jowing to the great superiority that flame possesses over hot air 
as a heating agent under the circumstances we are con- 
sidering. 

According to Professor Bankine, when the difference between 
the heat of the gases and the water is very great, the rate of 
conduction increases faster than the simple ratio of that dif- 
ference, and is nearly proportional to the square of the difference 
of temperature. The rate of conduction in thermal units for 
plates and tubes per square foot of surface per hour may b^ 
expressed by 
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Q = (T— r)», 



where T and T' represent the temperatures of the two 
which are respectively in contact with the two faces, and a is 
a constant, which, lying between 160 and 200, agrees v«iy 
well with the results of experiments on the evaporative power 
of boilers. 

The above considerations will lead us to expect a very small 
evaporative duty from the exit end of long tubes, or, generally, 
from heating surface where the temperature of the gases is very 
much reduced, or the heating medium is changed from flame to 
heated air and steam, and no surprise will be caused by the resntti 
of various experiments that have been made from time to tinMi 
to prove the superiority of firebox surface to tube surfaca 1b, 
1830 Stephenson found that in a locomotive boiler, open to tbe 
atmosphere, and with the firebox separated by a plate from the 
barrel, that one foot of firebox was equivalent to three of tube 
surface. In 1840 Mr. Dewrance modified the experiments bf 
dividing the barrel of a small locomotive boiler into six com- 
partments, that next the firebox being 6" long, and the 
remaining five compartments each 12'^ long. The results 
found were that the first six inches of tube were equal, area 
for area, to the firebox surface ; the second compartment was 
only about one-third as effective, while in the remaining four 
compartments the evaporation was so small, according to the 
experiments, as to be practically useless. 

Tn 1858 Mr. 0. W. Williams experimented on a small open* 
topped boiler, 4' 6" long, having a 3'' tube passing throng 
it. The boiler was divided into five compartments, the first 
being 6'' and the rest 1 2" in length. The heat was suj^lied 
by means of a gas burner, placed in one end of the tube^ 
bent down at a right angle. In a trial of four houn the 
water evaporated from 44° was in the five compartments 
severally 96, 44, 24, 19, and 16 ounces ; and although the 
temperature of the escaping products of combustion was about 
500°, that of the water in the last compartment was only 
170°. In another trial of four hours with the same boikr, 
from an initial temperature of about 190°, the results wen 
98, 44, 32, 23, and 17 ounces evaporated. The temperatme 
of the water in the last compartment fell to 170% showing 
that the absorption was leas than the radiation of heat^ whiefai 
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however, would not have been the case had the boiler been 

closed in or protected. 

The temperature of the escaping products was in this case 
about 485^ In a third experiment the boiler and tube were 
lengthened to 5' 0'\ and divided into five equal compart- 
ments, \2" long, and a strong coke fire was substituted for 
the gas jet. In a trial of three hours the quantities evapora- 
ted from 50° were 117, 92, 73, 64, and 63 ounces, the pro- 
ducts escaping at a temperature of 800% whilst the tempera- 
ture of the water in the last division did not exceed 206° at 
the conclusion of the trial 

About 1864 some further trials were undertaken with a 
multitubular boiler 5 feet long. The tubes were divided off 
into 6 lengths by plates at intervals. The compartment next 
to the tube plate was only 1" loog, the second 10'', and the 
four remaining were 12" in length each. The following 
quantities of water were found to have been evaporated, after 
three hours' work : — 

Compartment No. 1 ( 1" long) — 46 ounces. 

2 (10" „ ) — 47 

3 (12" „ ) — 30 

4 (12" „ ) — 22 
„ 6 (12" „ ) — 18 „ 
„ 6 (12" „ ) — 17 „ 

As there were no separate means of measuring the quantity 
evaporated by the tube plate, the large amount given for tbe 
first length of 1" was in reality partially due to tube plate 
surface. The decreasiog value of each succeeding length need 
occasion no surprise, although the exact mauner of decrease 
in each case is not very clear. 

From these and other experiments it has by many been 
erroneously concluded that in boilers having long tubes, say 10 
feet or more, only the first 12 " or 20 " of length is of material 
evaporative value. The results of the experiments were how- 
ever obtained uuder conditions very different from those under 
which the tube is employed in practice, the principal difference 
being the absence of the strong draught which draws the 
flame through the tubes, especially in a locomotive boiler. The 
stronger the draught the greater will be the temperature of the 
escaping gases, and consequently the greater the waste, but by 
pulling the flame through thp tube the v&Imq oi \3[i!^ \L«diC\si% 



„ 3 (12" „ ) - 30 „ 
„ 4 (12" „ ) — 22 „ 
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surface is more equalised for the whole length and the rapidi^ 
of evaporation greatly increased. The stronger the draught {Im 
greater the velocity of the current of gases, and as we shall 
presently see, the greater should be the length of the tubes to 
allow time for absorbing the heat. Experience proves that ii 
boilers at work all the tube surface is important for speed of 
evaporation, provided the draught is suitably increased wi0i 
the length of tube. 

The great superiority of the furnace-heating surface, both in 
locomotive and other types of boilers, is no doubt greatly owing 
to the radiant heat from the incandescent fuel being prindpallf 
absorbed here. According to Peclet, the proportion of radiant 
heat from red-hot coal may be taken as 0*5 of the total heat of 
combustion. The greatest quantity of this is given out upwards, 
and but very little is absorbed by the hot air, except what is 
not taken up by the plates against which it radiates, in the 
same manner as our atmosphere is only warmed by the eaith 
and not by the sun's rays which pass through it. 

If we assume that -| of the total heat from the incandescent 
fuel is absorbed by the furnace plates, and ^ is carried off bf 
the escaping gases for producing the draught, we have onlf 
f left for absorption by the heating surface of the flues or 
tubes, and owing to the heat being more favourably drcom- 
stanced for absorption by the surface near the furnace there 
remains but little heat to be extracted by the surface at a 
distance from the fire. The tube surface is of most value for 
transmitting the heat from the flame which comes in contact 
iwith it, and its value is least when the fuel bums without 
flame. 

The comparatively small heating power at the escaping ends 
of the tube in the experiments is only what we might expect 
when the hottest portions of the gases are not brought into 
direct contact with the plates. There are many cases where the 
tube surface has been replaced by combustion chambers, pre- 
senting a less amount of transmitting area for the flame, but 
allowing a better mixture of the gases and a more perfect com- 
bustion, yet a loss of evaporative power has generally been the 
result, showing that the value of the tube surface had been 
underrated. 

On the other hand, increasing the heating surface by plaomg 

numerous tubes at the back end of long interijally fired boilen 

hna led to disappointment, no benefit having resulted firona it» 

in gre&t measure owing to \i\ifi ic^uoXasi^^ ^S^iXx. ^\as3x thft hot 
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give np their heat, and in consequence of the retarding of 
Ihe draught by the contracted area of the tabes. There is also 
Mother important circumstance that operates strongly against 
tiie evaporative power of the back ends of long tubular boilers 
of all classes where bad feed water is used, except, perhaps, in 
locomotives. The parts of the boiler on which the incrustation 
t k mosfe thickly and rapidly deposited is where the water is 
quietest, or the ebullition least violent, and consequently where 
tiie least amount of heat is absorbed. This amount of incrus- 
tetion increases with the age of the boiler, and aa the resistance 
lo thennal conduction increases in proportion, it is obvious that 
the rate of conduction will decrease in a still more rapid ratio 
than the square of the difference in temperature between the 
two faces. In many cases of externally and internally fired 
boilers, the decrease in the rate of conduction and evaporation 
cannot be less than the cube of that difference. 

It is evident from what has already been stated that we must 
at last arrive at a point where no useful effect can be gained by 
still farther increasing the heating surface. This point is not 
always determined alone by the difference of temperature between 
the two flaids, which at any point depends in great measure 
upon the force of the draught, but is governed also by the 
nature of the heating medium, position of heating surface and 
its resistance to conduction. Where there is no means of 
improving the draught there is a positive loss in having too 
extended a heating surface, either in plates or tubes, especially 
in the latter, as the accumulation of soot that takes place in 
them impedes the draught, which again causes a further deposit 
of soot, and so the evil goes on increasing. 

If we assume the diminution of the rate of conduction we 
found at page 283 to be correct, at the same rate, by doubling 
the length of the tube we should have the temperature of the 
escaping gases at 474°, giving an increase of 376° utilised for 
evaporation oi 

376 

= 24 per cent. 



1800—212 

of the available amount in the case we have considered, but 
approximately not more than 12 per cent, if we take the tem- 
perature of the fire at 3000°, the difference between 3000° and 
1800° being absorbed in the furnace. But we should "Siot ^g^vcL 
even this increase of power if we double the \eu|^\]\[i ol ^i\i<&\Kf^«t 
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in order to obtain a corresponding inoreaae in the length d 
tube, there being a great loss of heat dae to radiation into &i 
atmosphere from the boiler shell, which loss increases directiy m 
the length, %nd beyond a certain limit it is evident that n 
should lose inor^ than we should gain by adding to the lengft 
of the boiler 

On the othor hand, by reducing the length of the boiler i» 
much, a large quantity of heat would be wasted, owing to te 
excessively high temperature at which the gasea would ewapa 
As a rule we should make our heating 8ur£Ebce as gresk tt 
possible, taking care to discharge the products of combnstioBit 
a sufficiently high temperature to ensure a good draught iid 
not to waste more heat by radiation from the boiler thsn ii 
transmitted by the heating surface. The temperature of te 
escaping products should not exceed 600% which is about ihs 
maximum in good practice and the best for ensuring a good 
draught. 

5. The evaporative efficiency of a given amount of hetting 
surface depends upon the time allowed for the transmissioa of 
heat through it, or for the contact of the hot gases. The greitv 
their velocity, the less time have they for imparting their hsA 
to the plates or tubes where the length of surface is constint 
The velocity through a tube may be increased, either by reducing 
its area, the total quantity of gases passing through remaiiUDg 
constant, or by increasing the draught, and so causing a gmter 
amount of gases to pass through in a given time, the ares of 
the tube remaining unaltered. When the heating snrfiM 
consists chiefly of tubes, as in the locomotive type of boiler, the 
collective area of the tubes may be dimmished without decretnng 
the extent of heating surface, since the sectional area varies ii 
the square of the diameter, whilst the surface measured by the 
circumference diminishes simply as the diameter. With the 
gases passing at the same velocity through two tubes, whoM 
diameters are as 1 : 2, the latter will be traversed in a given tiae 
by four times the quantity of gases, and will have only twice the 
surface to absorb the heat. Therefore, to obtain the stfN 
evaporative economy as in the small tube, we must double the 
length of the larger, or generally speaking the proportioi 
between diameter and length of a tube is constant for the WM 
evaporative efficiency. When an increased quantity of gaieiof 
the same dennity pass through a tube in a given time, altboiigl 
there will be a greater ab^ox^Uoix of heat^ there will still be • 
lutis by the increased amownt ot V^«X x«vsvoJkS2^^ \x^ >^Bd^ 



t 
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fBBBB ; and in order to preserve the same economy, or in order 
that the heat of the escaping gases shall remain constant, the 
ength of the tube must be increased in proportion to the 
nereased quantity of gases passed through. 

If we consider the heat to be imparted to the tube surface by 
radiation, which, however slight, is probably the principal mode 
>f transfer in vertical and other long tubes, where the convection 
imiongst the particles of gas cannot be supposed to take place to 
my great extent, we may assume the heat to be concentrated in 
ibe axis of the tube, whence we find the quantity of heat 
woeived in a given time by the surface from radiation will be 
ATersely as the square of the diameter. By doubling the 
ilametOT we shall have four times the quantity of gases passed 
ihrongh, and .the quantity of heat received in a given time will 
^e only one quarter of what it was before, owing to the increase 
>£ distance. The surface being, however, twice as great, the 
ibsorption per unit of length becomes equal to one-half the 
ssiginaL Therefore, in order to bring the evaporative efficiency 
up to the original, we must double the length of tube, or 
generally we must increase the heating surface as the square of 
)hB diameter, in order to obtain the same evaporative efficiency 
Grom radiation when increasing the diameter of a tube. 

But if we reduce the diameter to one-half, we increase the 
ibsorbing power fourfold per unit of siuiace; the heating surface 
iMing however reduced to one-half, the evaporative power of the 
tobe will be only doubled, whence the tube may be reduced to 
Mie-half the original length and still retain the same evaporative 
iffioienoy, or, the length remaining unaltered, the quantity of 
{•aes passing through should be doubled to maintain the same 
kemperatnie at the escaping end, or, as before, the efficiency of 
sach square foot of heating sur&ce increases inversely as the 
iqnare of the diameter. 

When a fuel is used which bums with a long flame, the 
liameter of the tubes should not be too small to exclude the 
lame altogether from passing along them, as it is of much more 
iraporative value than the transparent products of combustion, 
>w ing to the small radiating effect of the latter. But where the 
lydro-carbons and carbonic oxide can be sufficiently burnt 
lefore reaching the tubes these can scarcely be made too smaU. 
\n locomotive furnaces the presence of the brick or water arch, 
igr retarding the passage of the gases to the tubes and giving 
nore time for the proper combustion of the ^o\BiXa\!& ^«x\a ^1 *Cq£^ 
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in order to obtain a corresponding increase in the length of 
tube, there being a great loss of heat due to radiation into the 
atmosphere from the boiler shell, which loss increases directly m 
the length, %nd beyond a certain limit it is evident that we 
should lose mor^ than we should gain by adding to the length 
of the boiler 

On the othor hand, by reducing the length of the boiler too 
much, a large quantity of heat would be wasted, owing to the 
excessively high temperature at which the gases would escape. 
As a rule we should make our heating surfiEtoe as great M 
possible, taking care to discharge the products of combustion at 
a sufficiently high temperature to ensure a good draught and 
not to waste more heat by radiation from the boiler than in 
transmitted by the heating surface. The temperature of the 
escaping products should not exceed 600°, which is about the 
maximum in good practice and the best for ensuring a good 
draught. 

5. The evaporative efficiency of a given amount of heating 
surface depends upon the time allowed for the transmission of 
heat through it, or for the contact of the hot gases. The greater 
their velocity, the less time have they for imparting their heat 
to this plates or tubes where the length of surface is constani 
The velocity through a tube may be increased, either by reducing 
its area, the total quantity of gases passing through remaining 
constant, or by increasing the draught, and so causing a greater 
amount of gases to pass through in a given time, the area of 
the tube remaining unaltered. When the heating sur&oe 
consists chiefly of tubes, as in the locomotive type of boiler, the 
collective area of the tubes may be dimmished without decreasing 
the extent of heating surface, since the sectional area varies ai 
the square of the diameter, whilst the surface measured by the 
circumference diminishes simply as the diameter. With the 
gases passing at the same velocity through two tubee, whoee 
diameters are as 1 : 2, the latter will be traversed in a given time 
by four times the quantity of gases, and will have only twice the 
surface to absorb the heat. Therefore, to obtain the same 
evaporative economy as in the small tube, we must double the 
length of the larger, or generally speaking the proportion 
between diameter and length of a tube is constant for the same 
evaporative efficiency. When an increased quantity of gases of 
the same denaity pass through a tube in a given time, although 
there will be a greater absorption of heat, there will still be a 
lutis by the increased amoxxiit ot V^sX T«uv\)!k:Q^ii^ Sax -^hds escaping 
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gasoB ; and in order to preserve the same economy, or in order 
that the heat of the escaping gases shall remain constant, the 
length of the tnbe must be increased in proportion to the 
increased quantity of gases passed through. 

If we consider the heat to be imparted to the tube surface by 
radiation, which, however slight, is probably the principal mode 
of transfer in vertical and other long tubes, where the convection 
amongst the particles of gas cannot be supposed to take place to 
any great extent, we may assume the heat to be concentrated in 
the axis of the tube, whence we find the quantity of heat 
received in a given time by the surface from radiation will be 
inversely as the square of the diameter. By doubling the 
diametOT we shall have four times the quantity of gases passed 
through, and .the quantity of heat received in a given time will 
be only one quarter of what it was before, owing to the increase 
of distance. The surface being, however, twice as great, the 
absorption per unit of length becomes equal to one-half the 
originaL Therefore, in order to bring the evaporative efficiency 
up to the original, we must double the leugth of tube, or 
generally we must increase the heating surface as the square of 
the diameter, in order to obtain the same evaporative efficiency 
from radiation when increasing the diameter of a tube. 

But if we reduce the diameter to one-half, we increase the 
absorbing power fourfold per unit of surface; the heating surface 
being however reduced to one-half, the evaporative power of the 
tube will be only doubled, whence the tube may be reduced to 
one-half the original length and still retain the same evaporative 
efficiency, or, the length remaining unaltered, the quantity of 
gases passing through should be doubled to maintain the same 
temperature at the escaping end, or, as before, the efficiency of 
each square foot of heating siurfiice increases inversely as the 
square of the diameter. 

When a fuel is used which bums with a long flame, the 
diameter of the tubes should not be too small to exclude the 
flame altogether from passing along them, as it is of much more 
evaporative value than the transparent products of combustion, 
owing to the small radiating effect of the latter. But where the 
hydro-carbons and carbonic oxide can be sufficiently burnt 
before reaching the tubes these can scarcely be made too smaU. 
In locomotive furnaces the presence of the brick or water arch, 
by retarding the passage of the gases to the tubes and giving 
more time for the proper combustion of the voVtAaXi^ ^«x\& ^V S>dj^ 
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fael should render sucoetrnftil the application of still gmalla 
tubes than are generally used. 

6. From what has already been stated conoeming the small 
amount of heat transmitted by radiation, conduction, and 
convection from the transparent gaseous products of combustioD, 
the heating surfisce, at a distance firom the furnace, in order to be 
effective, should be arranged to bring the gases in direct ocmtacfc 
with it, by suddenly changing the direction of their current, or 
by placing water tubes in their path, but at the same time the 
arrangement must not impair the draught to a serious degree. 

The evaporative value of a square foot of heating soiftoe 
varies then in different classes of bailers as well as in the same 
boiler, according to its condition, nature, position, Ac Is 
consequence of thia and the uncertainty of the other conditions 
on which depends the evaporative power, there is considerable 
difficulty in determining precisely the area of heating sui&oe 
necessary for the production of a given amount of steam. Hie 
simplest way to estimate the evaporative power of a boiler is te 
take the average duty of the whole heating surface found bf 
experience for the various descriptions of boilers in use. We 
may take the average maximum evaporative effect of a square 
foot of heating surface at 21 lbs. of water per hour, or one cabio 
foot of water evaporated by three square feet of surface. It 
will be more than this in some locomotive fireboxes, and whero- 
ever a jet of flame impinges violently againt the surface, and 
less in some furnaces of externally fired boilers. The i^edae 
value has never yet been found. In locomotive boilers the 
highest average value for the whole surface in the Ixnler is 
13*6 lbs. of water from one foot of surface, or about 1 cabio 
foot of water from about 4^ square feet of surfaoo ; and in 
ordinary tubular and externally fired boilers from 8 to 7 Iba, 
or 1 cubic foot from 21 to 9 square feet of heating sui&oe^ 
ranging from 20 lbs. per square foot of furnace surface to a fsw 
ounces or nil per square foot at the point where the gases qnit 
the boiler. 

For a given description of boiler, it is evident the evapontive 
efficiency will mainly depend upon the ratio between the 
quantity of coal consumed and the extent of heating sui&oa 
The quality of the fuel and the manner in which it is bumi^ Si 
well as the condition of the heating surface, have neceoaaiily as 
important influence upon the evaporative efficiency and powA 
Aa we have already seoin, tlifira xqk^ be considerable latitads 
Allowed in determining tlie Ta\io ci coi3i&\n££!^\ASi&. \a \satini 
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surface. By slightly increasing the draught and burning more 
fuel, or, in other words, by slightly forcing the fire, we may 
materially increase the speed of evaporation with a very email 
loss of economy ; and, on the other hand, we might add very 
greatly to the heating surface without finding any appreciable 
benefit either in speed or economy. 

The small gain in economy, accompanying an increase of 
lieaiing surface, is most marked when the area added is parallel 
with the current of gases, and at the part of the boiler where 
they quit it and where it can be least effective, being acted upon 
caalj by the radiant heat from the gases. But if the additional 
surface is placed in the furnace so as to absorb an additional 
quantity of the radiant heat from the fire, or arranged so as to 
receive the heat of the flame and gases by direct contact, which 
may be done by diminishing the diameter and increasing the 
number of tubes in a multitubular or water-tube boiler, or by 
placing an efficient feed-water heater between the boiler and 
chimney with which the gases come in direct contact, the 
economy may be maintained whilst the consumption of fuel and 
speed of evaporation is increased. 

Mr. B. K. Clark, who has carefully investigated the relations 
of grate area, heating surface, and consumption of fuel and 
water in locomotive boilers, arrives at the following conclu- 
sions :-— 

1. For a given extent of heating surface the economical 
hoiurly consumption of fuel or water decreases directly as the 
grata area is increased, and consequently in order to maintain 
the same efficiency or economical effect, the total hourly con- 
sumption shoidd be reduced at the same rate as the grate area 
is increased. 

2. For a given area of grate the total hourly consumption 
should vary as the square of the heating surface. That is, if 
we double the area of heating surface, we can bum four times 
the quantity of fuel with the same grate area and maintain the 
same evaporative efficiency or economy. 

3. For a given hourly consumption the area of the firegrate 
ihould vary as the square of the heating surface in maintaining 
the same ^ciency. That is, if the heating surface be doubled, 
the grate area may be increased four times, and the same 
economical consumption maintained. 

Kow with respect to the first of these conclusions, it would 
tppear to hold good for all descriptions of boWex^. \\i ^<6w«£A 
It may he Muid that there cannot be too Aitt^^ ^)c^\a osq»^ Vst 
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economical evaporation. Evaporative economy is, however, not 
compatible with evaporative speed, and the diminotion of gnle 
area is limited by the speed of evaporation required, and by the 
maximum rate of combustion found to be oonsistent with 
economy, which varies in different classes of boilers. By re- 
ducing the grate area the economical value of the heating sar£ue 
of the boiler may be increased, although the speed of evapora- 
tion may at the same time be diminished. From the relatioiui 
embodied in the second and third conclusions, that when the 
heating surface is doubled the economical hourly consnmptkm 
of fuel may be increased fourfold by increasing the rate of oom- 
bustion or the size of the grate, it may be concluded that ilie 
efficiency of each foot of surface is increased by merely increas- 
ing the surface, or that the evaporative power of the boiler is 
increased more rapidly than the increase of heating sur&oe, 
whilst the efficiency is maintained. There is, however, a 
maximum quantity of coal that can be economically burnt on 
each square foot of grate, which limits the power to be derived 
by increasing the heating surface, while the grate area remains 
constant, and with a given rate of consumption of fuel the 
increase of grate area is limited by practical considerations 
already noticed. 

It is, however, more especially to boilers of the locomotive 
type that the two last conclusions can apply. In adding heat- 
ing surface to a locomotive boiler with a given area of firegrate, 
we can only increase the size of firebox, add mid feathers or 
similar expedients, and increase the number of tubes, as the 
length of boiler cannot usually be increased. This at once adds 
considerably to the economical evaporative power, by offering a 
larger surface at the most effective position in the boiler ; and 
if the diameter of the tubes be at the same time reduced, the 
evaporative efficiency is likely to be still further increased, as the 
smaller tubes are better adapted for extracting the heat fipom 
the gases, and the result found in practice agrees with the 
theoretical considerations advanced abova 

But in the case of an ordinary stationary boiler we can only 
augment the heating surface to any considerable extent hy 
adding to the length of the boiler, or by increasing the nm of 
the flues. In either case we add the heating surface where it is 
least effective, and where the least quantity of water is evapo- 
lated, in consequence of the gases being here cooler, and in the 
L wont condition for impart\i\gt\\c\t \iea.t>^ and also on aoooont of 
# deposit of Boot and uictu%^^\oii \)^xi^ V^fi^O&mS^ pluses tha 
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gases quii the boiler for the chimney. By donbling the length 
of a tabular or externally fired boiler we should not be able even 
to double the consumptiou of fuel and maintain the same 
evaporative economy. Besides, unless the draught can be 
materially increased at the same time that the run of the flues 
is lengthened there will be a decided falling off in the speed of 
evaporation. 

In the locomotive the forced draught allows a greater range 
in the rate of combustion than can be obtained in stationary 
and marine boilers. 

With a sluggish draught small tubes are liable to become 
choked up with soot or flue deposit, and this liability increases 
with the length of the tube. The same remark applies to a 
great extent to external flues, where the tendency of the soot 
to adhere to and accumulate upon the plates increases with the 
length of flue and sluggishness of draught. In multitubular 
boilers with chimney draught the ratio of the length to the 
diameter of tube should not exceed 24 : 1. In locomotives it 
may be made as much as 120 : 1. The reduction of the 
diameter of the tubes is limited by the area of the flue way it is 
found necessary to maintain, which will greatly depend upon the 
strength of the draught. In multitubular boilers with chimney 
draught the ratio of total tube area to grate area should be 
about 1:7. In locomotives the proportion of the collective 
sectional area of tubes to grate area i& usually about 1 : 4. 
With a constant proportion of grate area and flue way, the grate 
u reduced to one-half by doubling the quantity of tubes of a 
given length, and still maintaining the same quantity of heating 
Burfietce in them. As twice the quantity of fuel should be burnt 
on this reduced area to maintain the same efficiency, it follows 
that four times the quantity of fuel is to be burnt per hour per 
square foot of grate. The practical impossibility of exceeding a 
eertain rate of combustion should restrict the reduction of the 
diameter of the tubes. With a given length of boiler the reduc- 
tion of the diameter of tubes is limited by the ratio of diameter 
and length of tube it is advisable to adhere to. At the Wigan 
coal trials in 1868 the effect was tried of dispensing with the 
external flues of a Lancashire and Galloway boiler, the gases 
being allowed to pass directly from the internal flues to the 
chimney. The result was a slight falling off in economy, or 
in pounds of water evaporated per pound of coal ; but very 
nearly the same quantity of water was evaporated as when the 
gases made the circuit of the external flueft, «iti^ qowsj^^^xi^^ 
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traversed a much larger extent of heatmg surfaoe. It was also 
found that the Galloway boiler wA not superior in evaporative 
power or economy to the ordinary Lancashire boiler, although it 
possesses a greater extent of effective heating surface, and also 
that the difference between the evaporative effect of iron and 
steel flues in a Lancashire boiler was not appreciable. In all 
these cases a high rate of evaporative efficiency was maintained, 
being above 9 lb. of water £rom* 100° per lb. of coal ; but had 
there been a considerably larger oonsiunption of coal per hoar, 
giving a higher temperature to the escaping gases, the result 
would have been more decidedly in favour of the larger heating 
surface of the Galloway boiler, and of both boilers with external 
flues, as compared with the results without them. 

There are cases, however, of boilers having two internal 
furnaces, with combustion chambers, and a number of small 
tubes at back end, which, notwithstanding their greater heating 
surface, cannot be made to generate steam as rapidly or as 
economically as boilers of the simple Lancashire type working 
alongside, of them, and having the same external length and 
diameter, tha same grate area, chimney, and description of 
external flues, and other conditions. This unlooked-for result 
can only be ascribed to the decrease of draught and the increased 
quantity of incrustation and soot caused by the more com- 
plicated arrangement of flue way. With a cleaner fuel and 
purer water it is not improbable that the results would be 
reversed. 

There are numerous cases whefe the additional surface of 
conical and other water tubes is rendered almost useless by tiie 
amount of incrustation formed in them. The incrustation 
accumulates more rapidly inside these small tubes than on the 
convex surface of the main tubes they are placed in, in spite 
of the circulatiou, chiefly owing to the greater difficulty found 
in removing the incrustation as it forms, caused by its inac- 
cessibility. Greater pains should therefore be bestowed in 
cleaning out these water tube boilers«in order to maintain their 
efficiency. It may be gathered from these last considerations 
that the evaporative result obtained from a new boiler may 
afford no guide to the value of the same boiler after it has been 
in use some time. 

The comparative amount of hard incrustation is generally * 

pretty sure index of the value of the- heating surface on which it 

is found. Where the ebullition is greatest, the amount of hard 

^ud teuaciovLB scale will be \ea;i\>. TV\&) YiQ^^ver^ does not apply 
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where the boiling off of the deposit is impeded by sta3rB or other 
obstacles, such as are found on the crown of some locomotive 
fire-boxes, or in the midst of a nest of closely packed small 
tubes. In some cases where the boiler is not carefully cleaned, 
the line which marks the limit of the greatest ebullition over the 
furnaces of externally fired and internally fined boilers, and in 
the water tubes, may be found pretty sharply defined by the 
variation in the thickness of incrustation, especially where the 
circulation is defective. The change in the colour of the incrus- 
tation caused by the heat when the furnace plates have been 
accidentally left bare of water, with a good fire underneath, some- 
times reveals the fact that the intense heat over the fire, both 
from the radiation of the incandescent fuel and the impinging 
flames, is much greater than the heat imparted by the fiame 
alone. The buckling of the plates caused by overheating under 
eimilar circuoistances is usually confined to the crown in front 
of or above the bridge, and is also an indication of the greater 
intensity of the heat at this part. 

The most satisfactory method of determining the efficiency 
of any heating surface is that given by Professor Kankine, which 
is as follows : — 

E S + AF 

Where E' = the available evaporative power, and E = the 
theoretical evaporative power of 1 lb. of a given kind of fuel in 
an ordinary boiler in which S = the total area of heating 
surface, including feed water heater, if any ; F = the number 
of pounds of fuel burnt per hour. A and B are two constants 
found by experience ; A is probably approximately proportionate 
to the square of the quantity of air supplied per lb. of fuel. 
B is a fractional multiplier to allow for miscellaneous losses of 
heat, which, for chimney draught, is here taken at 20 per cent. 

4 
For boilers with chimney draught B = — A = '5 



» 99 99 AWil^u. „ 



19 
forced ,. B = — r A = '3 



The following are examples of efficiency for different propor- 
tions of boilers and rates of combustion, with chimney draught 
calculated by means of this formula : — 
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Square foot of 


1 


Fotmds of water 


Pounds of steuu 
at 60 lbs. pros- 
sure per Ih. of 
coal from feed 
at 62". 




heating surface 


Efficiency of 


at 212* evapo- 
rated by I lb. 
of coaL 


Very smalL 


per lb. of fUel 
per hour. 


Aimaoe. 


•50 


•4 


56 


4.7 




^ 


•75 


.48 


6-72 


5-7 




1-00 


•53 


7-42 


6-8 


• S5 2 




1-25 


•56 


7-48 


6-6 






1-60 


•60 


8-4 


7-1 


(SI'S 
63 




1-75 


•62 


8-68 


7-4 


k 


200 


•64 


8-96 


7-6 


J 


' 


8 00 


•69 


9.66 


8-1 






4 00 


•71 


9.94 


8-4 






5-00 


•72 


10^0 


8-5 




k 


6 00 


•73 


10^2 


8-6 



The third and fourth colomns give the average rate of evapo- 
ration of boilers in use, the total heat from 1 lb. of coal beiog 
taken at 14 lbs. of water evaporated from 212°. With a clean 
boiler, good coal, skilful firing, and introducing the feed water 
at a high temperature, the quantities in column fonr may be 
increased by from 10 to 30 per cent. ; and on the other band, 
with a dirty boiler and unskilful attendance they may be 
diminished from 65 to 20 per cent., which is too frequently the 
case, and often causes much disappointment. With the best descrip- 
tions of feed water heaters, or economisers, which utilise the heat 
from the escaping gases on their way to the chimney, and have 
their surface at right angles to the direction of the draught 
kept clear by means of self-acting scrapers, the feed may at 
times be raised to a temperature of 250°, or even more, with a 
corresponding saving in fueL The area of these economisen 
should be considered in estimating the efficiency of the total 
heating surface of the boiler. 

The plan sometimes adopted of placing an old boiler or tank 
in the flue between the end of the boilers and chinmey to serve 
as a feed water heater, is often attended with very unsatisfactoiy 
results, owing to the absorbing surface becoming thickly coated 
over wiik soot when smoky coaU axe used. There are instances 
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of such feed-'warmers heating the water to about 212° for the 
first few days after being set to work; but their efficiency 
gradually falls off, and sometimes at the end of a fortnight they 
are unable to raise the temperature of the water they contain 
beyond 100% simply owing to the thick non-conducting coating 
of soot they receive. 

There are many Cornish and Lancashire boilers, where due 
attention is not paid to cleaning the flues, working for months 
together with an inch or more of soot on the bottom plates in 
the external flues, and with a large quantity of flue deposit in 
the internal tubes, varying in thickness from that limited by 
the height of the bridge to 6" or 9" at the back end. In fact, 
the usual state of affairs is not much better than this after 
working a few weeks with ordinary descriptions of semi-bitu« 
minous coal, and a great part of the heating surface is rendered 
useless in oonsequenoa. 



Q»% 



CHAPTER XVI. 

BOILER POWER. 

It must be admitted that the manner in which the power of 
a boiler is usually calculated is far from satisfactory. It haa 
long been the custom to estimate boilers by their real or nominal 
horse power. As the nominal horse power of an engine is usually 
based upon the diameter of the cylinder, without regard to 
other conditions, so in boilers the nominal standard of power is 
estimated by their size, without regarding the pressure of steam, 
the efficiency of heating surface, size of grate, rate of combus- 
tion, quality of coal, setting, and frequently the most im- 
portant of all, the condition of the boiler and ability of the 
firemen. Whilst admitting their unsatisfScbctory nature, we shall 
give some of the rules that have been mostly employed. How- 
ever correct any one of these rules may be for one description of 
boiler, it will give a false result for boilers of a different class, 
or even of the same class, but of different size and proportions. 

Armstrong's rule is to allow one cubic foot of water evaporated 
per hour, one square foot of firegrate area, and one square yard 
of total heating surface per horse power for ordinary coal, and 
I of a square foot of grate for good steam coal, and as little as 
^ square foot when the best coal only is employed. This rule 
stands H P = ^ (S -(- ^) where S = heating surface in yards, 
and G = area of fire grate in feet. Beckoning by superfides 
it is now usual to allow about 15 square feet of heating sur&oe 
per nominal horse power for ordinary factory boilers. For 
multitubular boilers from 18 to 26 square feet of heating sur&oe, 
and from *5 to *85 square feet of grate area. 

Another rule very much used is to allow from 5 to 6 square 
feet of boiler section per H. P. in plain cylindrical boilers, or 

^ section of Boiler 

In Cornish and Lancashire boilers the sectional area of the 
£ue tuhea is usually added, and from 6 to 8 square feet per 



BOILER POWER. 299 

H. P. 18 allowed. For example, in a Lancashire boiler 7 
feet diameter, 30 feet loug, and having 2 flues 2' 9''^ diameter, 
we have 375 square feet of section, which divided by 8, gives 
47 H. P. For Galloway boilers 4*5 is usually taken for a 
divisor instead of 6. 

Another rule like Armstrong's is 



HP =:V8 X G 

For multitubular boilers the following rule is sometimes 
ubed : 

H P = l•8^/S X (^ ® being in yards and 

G in feet. 

For marine boilers working up to nearly five times their 
nominal horse power — 



HP= ^VS X Q 

As the term nominal horse power, according to these rules, is 
so undefined, it is preferable to reckon the power of a boiler by 
the quantity of water it will evaporate. With a moderately good 
engine one half cubic foot of water, or about 30 lbs., will develop 
1 H. P. (indicated) per hour. With externally fired boilers 
having the proportions between the heating surface and grate 
«rea between the limits of 10 and 16 to 1, the average evapo- 
rative power may be taken at 1 cubic foot &om 18 feet of heat- 
ing surface, or 9 feet per H. P. Egg-ended furnace boilers, 
intensely heated their whole length, have been known to 
evaporate 1 cubic foot of water fiom 4 square feet of heating 
■urface, which is equivalent to 2 square feet per H. P. In 
OomiBh and Lancashire boilers, where the proportions between 
the heating surface and grate area are within the limits of 
] 5 and 25 to 1, the evaporative power may be taken at 1 cubic 
foot of water from about 14 square feet of total heating surface, 
or 7 square feet per indicated horse power. 

In multitubular and other boilers where the heating surface 
is to the grate area as from 30 : 1 to 40 : 1, 9 square feet of 
surface will evaporate 1 cubic foot of water, or require 4^ square 
feet of total heating surf ce per H. P. 

Vertical boilers are usually very wasteful of fuel, but in some 
caseS) where the boiler is in good condiiLon, ttud. V2ti<& ^ctq^Vasa. 
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is promoted by well arranged water tubes, they have evaporated 
8 lbs, of water from 60° per 1 lb. of ooal, and 1 cubic foot of 
water per hour from 16 square feet of heating surface, and may 
be reckoned at 8 square feet per H. P. ; but 10 or 12 squaze 
feet per H. P. are more commonly required. 

In locomotive boilers with forced draught, and the ratio of 
heating surface to grate area between 60 : 1 and 80 : 1, an 
average of 3 square feet of total heating surface per indicated 
H. P. may be taken as an approximation. As we have already 
said, the quality of fxtel, rate of combustion, skill of stoker, 
arrangement of furnace, and condition of boiler, will materially 
influence these quantities. 

Suppose we require the size of a Ck)mish boUer to supply 
steam to an engine having a cylinder 16" diameter and 24" 
stroke, making 60 revolutions a minute, cutting off at one 
quarter stroke, and working at 60 lbs. pressure. Now, without 
taking into accoimt the difference of pressure in the boiler and 
in the cylinder, we shall have the quantity of steam required 
per hour thus :— 16* X '7854 X '25 x 24 x 2 X 60 X 60 
= 5026 cubic feet. This quantity should be increased by at 
least 25 per cent, to allow for loss of steam in ports, dearanoe 
of piston, escape at safety valve, and other waste, as well as to 
allow some margin of power; we shall therefore have 6282 
cubic feet as the quantity of steam to be evaporated per hour. 
In table at page 303 we find that at 60 9>s. pressure 1 cubic 
foot of steam is 353 times more bulky than the water from 
which it is raised, whence the above quantity of steam is 
equivalent to 17| cubic feet, or 1106 lbs., of water evaporated at 
60 lbs. pressure per hour. 

The usual rate of combustion in Cornish boilers is about 12 Ibi* 
of coal per square foot of grate area ; and taking the evapora- 
tion at 7 '25 lbs. from 60^ per lb. of coal, we get 12 x 7*25 
= 87 lbs. of water evaporated per square foot of grate per hour, 
and 1106 -r- 87 = 12f square feet of grate, the ar«a required. 
Fixing the maximum length at 5 feet, the width will be 2' 7'} 
which wUl require a tube of about 2' 9^ diameter. Allowing 
6 inches for bottom water space, and 2' 3" from furnace crown 
to shell crown, we have a boiler 5' &* diameter ; and taking the 
length at four times the diameter, we shall have 22 feet as tfas 
length. 

Had tiie area of firegrate required been about 20 aquaie fast) 
it would have been advisable to limit the length of grata to 
4 feet, and to make a LancsaltaTO boilac 7 feet diameter X ^ 
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feet long, having two 2^ 9* tubes, instead of making the grate 
6' 0" X 3' 4", and using a Cornish boiler 6' 0" diameter, with 
a 3' 6" furnace tube. 

Many tests have been undertaken to ascertain the evaporative 
power of different classes of boilers in actual work ; but few of 
these are of any value, owin^ to the imreliable means usually 
employed to measure the quantity of water evaporated. The 
easiest method, and consequently the one most frequently 
adopted, is to measure the quantity by the difference of its 
height in the water-gauge glass at the begiT)ning and end of the ' 
trial, and also at intermediate stagep. This method is very 
rude and uncertain, since there can be little doubt that in many 
boilers at work the surface of the water is not level, but is 
usually higher over the furnace, or where the greatest ebullition 
occurs. The difference in height at any moment will greatly 
depend upon the intensity of the ebullition which is ever vary- 
ing during the intervals between firing. With mechanical firing 
the difference of height is probably reduced to a minimuuL 

The meters employed for measuiiiig the water are sometimes 
not trustworthy. The only sure method of ascertaining the 
quantity of water evaporated is by actual measurement with a 
cistern or vessel, whose cubic contents are accurately known. 
The quantity of water in the boiler before and after the trial 
should be measured at the same temperature, which should not 
exceed 212° to ensure accuracy. But even when the amount 
of water introduced and the quantity passed off from the boiler 
is accurately ascertained, there yet remains a doubt as to how 
much has been actually evaporated, and how much may have 
passed off in priming, imless the trial has been conducted with 
the boiler open to the atmosphere, wliich appears to be the only 
condition under which accuracy can be ensured, unless a suitable 
apparatus can be provided for accurately measuring the weight 
and temperature of all the steam and water given off when the 
boiler is working above atmospheric pressure. 

There are very few boilers that do not prime more or less, 
and the quantity of water passed off in this manner is sometimes 
very considerable, and has led to the impossible results of 
16 and 17 lbs. of water evaporated per lb. of ordinary coal in 
locomotive and water tube boilers being seriously recorded. Ex- 
temaUy fired boilers that have given the moderate result of 5 lbs. 
of water per lb. of coal at atmospheric pressure, have shown 
the unexpected result of 10 and 12 lbs. of water evaporated at 
40 lbs. pressure. In fact, unle&s the amovm^ oi n^X^u ^^ss^^ 
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over with the steam by priming, when working under pressure, 
can be accurately asoMrtained, the evaporative results are not to 
be relied upon, however carefully in other respects the trial may 
have been conducted. 

It is customary to give the quantity of water evaporated from 
a temperature of 212% to which the results of evaporation are 
usually reduced. 

The quantity corresponding to any temperature of feed water 
and working pressure can readily be found with the aid of the 
annexed table, taken from the '^ Encyclopsedia Britannica,'' 
wherein are presented the relations of iJie properties of steam, 
as now accepted by the best authorities : — 
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Properties of Saturated Steam, 



Total pres- 
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1 
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2 
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1151-7 


•0058 
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1156-6 


•0085 
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11601 


•0112 


6583 
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1162-9 


•0138 


4527 
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170-2 


1165-3 


-0163 


3813 


7 


— 


176-9 


1167-8 


-0189 


8298 


8 





182-9 


1169-2 


•0214 


2909 


9 
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1170-8 


•0239 
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193-3 


1172-3 
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2358 
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2157 


12 


— 


202-0 
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205 9 
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209-6 
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15 
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16 
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1179-4 
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17 


2-8 
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18 
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19 
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20 
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21 
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1174 


22 
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1184-5 


•0555 


1123 


23 


8-3 
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1185-2 


•0580 


1075 


24 


9-3 


237-8 


1185-9 


-0601 


1036 


25 


10-3 


240-1 


1186-6 


•0625 


996 


26 


11-3 


242-3 


1187-3 


•0650 


958 


27 


12-8 


244-4 


1187-8 


•0673 
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28 


13-3 
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18-3 
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84 


19.3 


257-6 
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•0835 


746 


85 


20-8 
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1192-5 


•0858 


726 


86 


21-3 


260-9 


1193-0 


•0881 


707 


87 


22-3 


262-6 


1193-5 


•0906 


688 


88 


23-3 


264-2 


1194-0 


•0929 


671 


39 


24-8 
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1194-6 


-0952 
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40 


25*3 
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1194-9 


-0974 


640 



304 



A TREATISE ON STEAM BOILERS. 



FropeHUs of Saturated Steam, 
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41 


26-3 


268-7 


1195-4 


-0996 
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42 


27 3 


270-2 


1196-8 


•1020 


611 




43 


28 3 


271-6 


1196-2 
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44 


29-3 


278-0 


1196-6 


•1065 
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45 


80-3 
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1197-1 


-1089 
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46 


31-3 


275-8 


1197-5 


•1111 


661 




47 


32 3 


277 1 


1197-9 


•1133 
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48 


33-3 


278-4 


1198-8 


•1156 


589 


' 


49 


34-3 


279-7 


1198-7 


•1179 


529 




50 


85 3 


281 


1199-1 


•1202 


618 




51 


86-8 


282-3 


1199-6 


•1224 


509 




52 


87 8 


283-5 


1199-9 


•1246 


500 




58 


38-8 


284-7 


1200-3 


•1269 


491 




54 


89-3 


285*9 


1200-6 


•1291 


482 




55 


40-3 


287-1 


1201 


•1314 


474 




56 


41-3 


288-2 


1201-3 


•1336 


466 




57 


42-3 


289-3 


1201-7 


•1364 


458 




58 


43-3 


290-4 


1202-0 


•1380 


451 




59 


44-3 


291-6 


1202-4 


-1403 


444 




60 


45-3 


292-7 


1202-7 


•1425 


437 




61 


46-3 


293-8 


1203-1 


•1447 


430 




62 


47-3 


294*8 


1203-4 


•1469 


424 




63 


48-3 


295-9 


1203-7 


•1493 


417 




64 


49-3 


296-9 


1204-0 


-1516 


411 




65 


60-3 


298-0 


1201-8 


•1638 


405 




66 


51-3 


299-0 


1204-6 


•1560 


899 




67 


52-3 


300-0 


1204-9 


-1583 


393 




68 


53-3 


800-9 


1205-2 


-1605 


388 




69 


54-^ 


301-9 


1205.5 


-1627 


383 




70 


55-8 


80-2-9 


1206 8 


•1648 


378 




71 


56-3 


803-9 


1206-1 


•1670 


373 




72 


57-3 


804-8 


1206-3 


.1692 


368 




73 


58-3 


305-7 


1206-6 


•1714 


363 




74 


59-3 


806-6 


1206-9 


-1736 


359 




75 


60-3 


807-5 


1207-2 


•1769 


353 




76 


61 -3 


308-4 


1207-4 


•1782 


849 




77 


62-3 


809-3 


1207-7 


-1804 


845 




78 


68-3 


810-2 


1208-0 


•1826 


341 




79 


64-3 


811-1 


1208-8 


•1848 


387 




80 


65*8 


812-0 


1208-5 


•1869 


883 




81 


66-8 


812-8 


1208-8 


•1891 


829 
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Properties of Saturated Steam', 
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82 


67-8 


313-6 


1209-1 


-1913 


825 


88 


68 •S 


314-6 


1209-4 


•1935 


821 


84 


69-8 


815-3 


1209-6 
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85 


70 •S 


316-1 


1209-9 


-11*80 
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86 


71-3 
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1210-1 
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811 


87 


72-3 


817 8 


1210-4 


-2024 
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88 


73-3 


818-6 


1210-6 


.2044 
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89 


74-3 


819.4 


1210-9 


-2007 


801 


90 


75-8 


820-2 


1211-1 


-2089 


298 


91 


76 •S 


821-0 


1211-8 


-2111 


295 


92 


77-3 


321-7 


1211-5 


•2133 


292 


98 


78-3 


322-5 


1211-8 


.2155 


289 


94 


79^3 


823-3 


12120 


-2176 


286 


95 


80-3 


824-1 


1212-3 


-2198 


288 


96 


81-3 


324*8 


1212-5 


-2219 


281 


97 


82^3 


825-6 


1212-8 


-2241 


278 


98 


83-3 


826-3 


1213-0 


-2263 


275 


99 


84^3 


327-1 


1213-2 


-2285 


272 


100 


85-3 


827-9 


1213^4 


•2307 


270 . 


101 


86-3 


828-5 


1213-6 


•2329 


267 


102 


87-3 


829-1 


1118-8 


-2351 


265 


103 


88^3 


329-9 


1214-0 


-2373 


262 


104 


89-3 


830-6 


1214*2 


-2393 


260 


105 


90-3 


331-3 


1214-4 


-2414 


267 


106 


91-8 


831-9 


1214-6 


•2435 


255 


107 


92^8 


832 ^6 


1214-8 


-2458 


253 


108 


93 3 


833-3 


1215-0 


-2477 


251 


109 


94-3 


834-0 


1215-3 


•2499 


249 


110 


95-3 


834-6 


1215-5 


•2521 


247 


111 


96-3 


335-3 


1215-7 


-2543 


245 


112 


97-3 


836-0 


1215^9 


•2564 


243 


113 


98-3 


336-7 


1216-1 


•2586 


241 


114 


99^3 


837-4 


1216-3 


•2607 


239 


115 


100^3 


838^0 


1216-5 


-2628 


237 


116 


101-3 


338 •& 


1216-7 


•2649 


235 


117 


102^3 


839-3 


1216-9 


-2674 


233 


118 


103 3 


339-9 


1-217-1 


•2696 


231 


119 


104-8 


840-5 


1217-3 


•2738 


229 


120 


1(I5^3 


341-1 


1217-4 


•2759 


227 


121 


106^3 


841^8 


1217-6 


-2780 


225 


122 

» 


107-3 


842-4 


1217-8 


•2801 

i 


224 
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ProperHe$ of SattMraied Steam. 



Total pres- 
sure per 
square inch 

measured 
from a 


Pressure' 
above atmo- 
sphere. 


Sensible 
temperature 
in Fahren- 
heit degrees. 


Total heat bi 
degrees from 

zero of 
Fahrenheit 


Weight of 

one cubic 

foot of 

steam. 


Relative 
-vulume of 
steam com- 
pared with 
water from 
which it was 


▼acuum. 










raised. 


123 


108-3 


343-0 


1218-0 


•2822 


222 


124 


109-3 


343-6 


1218-2 


•2845 


221 


125 


110-3 


844-2 


1218-4 


•2867 


219 


126 


111-3 


344-8 


1218-6 


•2889 


217 


127 


112-3 


345-4 


1218-8 


•2911 


215 


128 


113-3 


846-0 


1218-9 


•2933 


214 


129 


114-3 


346-6 


1219-1 


-2955 


212 


130 


115-8 


347-2 


1219-3 


•2977 


211 


131 


116-3 


347-8 


1219-5 


•2999 


209 


132 


117-3 


848-8 


1219-6 


•3020 


208 


133 


118-3 


848-9 


1219-8 


-8040 


206 


134 


119-3 


849-5 


1220-0 


•3060 


205 


135 


120-3 


850-1 


1220-2 


•3080 


203 


136 


121-3 


850-6 


1220-3 


•8101 


202 


137 


122-3 


351-2 


1220-5 


•8121 


200 


138 


123-3 


351-8 


1220-7 


•3142 


199 


189 


124-3 


852-4 


1220-9 


•8162 


198 


140 


125-3 


352-9 


1221-0 


•ai84 


197 


141 


126-3 


353-5 


1221-2 


•3206 


195 


142 


127-3 


8540 


1221-4 


•8228 


194 


143 


128-3 


354-5 


1221-6 


•3250 


193 


144 


1-29 -3 


355-0 


1221-7 


•8273 


192 


145 


130-3 


355-6 


1221-9 


-8294 


190 


146 


131-3 


356-1 


1222-0 


-3315 


189 


147 


132-3 


356-7 


1222-2 


•3336 


188 


148 


133-3 


857-2 


1222-3 


•8857 


187 


149 


134-3 


857-8 


1222-5 


•3377 


186 


150 


135-3 


858-3 


1222-7 


•3397 


184 


155 


140-3 


361-0 


1223-5 


•3500 


179 


1«0 


145-3 


363-4 


1224-2 


-3607 


174 


165 


15U-3 


366-0 


1224-9 


•3714 


169 


170 


155-3 


368-2 


1225-7 


•3821 


164 


175 


160-3 


370-8 


1226-4 


•8928 


159 


180 


165-3 


872-9 


12-27-1 


.4035 


155 


185 


170-3 


375-3 


1227-8 


•4142 


151 


190 


175-3 


377-5 


12-28-5 


-4250 


148 


195 


180-8 


379.7 


1229-2 


•4357 


144 


200 


185-3 


381-7 


1229-8 


•4464 


141 


210 


195-3 


386 


1231-1 


•4668 


135 


2-20 


205.3 


389-9 


1232-3 


•4872 


129 


2i0 


215-3 


893-8 


1233-5 

1 


•6072 


123 
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Frop&rtiea of SaUtrated Steam, 




Total pres- 
sure per 
iquare ixi«:h 
measured 
from a 
vacuum. 


Pressure 
above atmo- 
sphere. 


Sensible 
temperature 
in Fahren- 
heit degrees. 


Total heat in 
degrees from 

zero of 
Fahrenheit 


Weight of 

one cubic 

foot of 

steam. 


Relative 
volume of 
steam com- 
pared with 
water from 
which it was 
raised. 


240 
250 
260 
270 
280 
290 
300 


225-3 
235-3 
245-3 
255-3 
265-3 
275-3 
285-3 ■ 


397-5 
401-1 
404-5 
407-9 
411-2 
414-4 
417-6 


1234-6 
1235-7 
1236-8 
1237-8 
1238-8 
1239-8 
1240-7 


•6270 
•6471 
•5670 
-5871 
-6070 
•6268 
•6469 


119 
114 
110 
106 
102 
99 
96 



Here we see that at 212° the total quantity of heat Id the steam 
is 1178° '1, which gives a difference of 966° 'l. This heat, 
DBually termed latent, is absorbed in performing the work of 
expanding the particles of water from the solid to the gaseous 
state. Now, suppose the water is evaporated at 60 lbs. pressure, 
bhe steam will have a temperature of 307% and a total heat of 
1207^ If the feed has been introduced at 60% it is evident 
that 1147° of heat have been imparted. As the amount 
dvaporated is inversely proportional to the quantity of heat 
required, we have 1147 -r- 966 = 1*2. Multiplying by this 
Victor, the quantity evaporated at 60 lbs. pressure from 60% 
we obtain the amount that would be evaporated at 212° by the 
lame quantity of fuel. 

By the same table can be ascertained the comparatively small 
Increase of heat required to evaporate water at higher pressures. 
Suppose we take water evaporated at 45 lbs. pressure from a 
Feed temperature of 60°, then each lb. of water will require 
L 202*7 — 60 == 1142*7° for its conversion into steam. If we 
^ke the pressure at 100 lbs. we shall have 121^*9 — 60 = 
LI 56*9° as the quantity required. The difference between these 
two total quantities is only 14 '2°, and is so small as to be scarcely 
nrorth considering. Leaving out of account the loss due to the 
(light reduction of the conducting power of the material, the 
ncreased amount of heat required for the higher pressure wifl 
oe only g^^ of the total heat required at 60 lbs. With an 
evaporation of 7 lbs. of water from 1 lb. of coal, it will be ob- 
;ained by using 3^3- more fuel, or about lib. in «^\i\» t>\^^^»*^ 



308 A TREATISE ON STEAM BOILEBS. 

A quantity not appreciable in the ordinary modes of weighiog 
ooaL The economy is then manifest of using steam of high 
pressure, when at the same time advantage is taken of the 
facilities it offers for working expansively in the cylinder. 

The saving that may be effected by heating the feed water 
may be shown as follows :^— If we take the normal temperature 
of the feed water at 60°, the temperature of the heated water at 
212°, and the boiler pressure at 20 lbs., the total heat imparted 
to the steam in one case is 1192'''5 — 60''= 1132'''5, and 
in the other case 1192 o — 212 =z 980°-5, the difference being 
152^, or a saving of y^f.^^ ss 13*4 per cent. 

If the pressure be taken at 120 lbs. instead of 20 lbs. the 
saving will be 13*1 per cent., showing a slight diminution in the 
economy effected by heating the water when a high pressure in 
the boiler is employed. 

The loss from blowing off when fresh water is used may be 
found as follows. Supposing the ratio of the quantity of water 
evaporated to that blown out is 10 : 1, we have with a pressure 
of 20 lbs. and a feed temperature of 100° — 

Evaporated 10 (1192°*5 — 100°) = 10925 heat units 
Blown out 1(259*3 —100°)= 159 3 „ „ 



Total = 11081*3 



99 91 



showing a loss of only 1 *4 per cent, of the total heat imparted. 

With a pressure of 100 lbs. we shoidd have a corresponding 
loss of 2 per cent. 

The effect of the presence in a liquid of any substance in 
solution is to resist ebullition, and to raise the boiling point* 
In ordinary fresh water the slight increase in the elevation of 
temperature, due to the presence of salts in solution, is generally 
disregarded ; but in salt water, partially saturated, the increase 
is of some practical importance. The boiling point of saturated 
brine is 22G°, and that of weaker brine is higher than the boiling 
point of pure water by 1^*2 for each -^^ of salt the water con- 
tains. The quantity contained by average sea water is usually 
taken as ^^. The loss of heat by blowing out when salt water 
is used can easily be calculated for any pressure and degree of 
saltness. AssumiDg the temperature of the feed water to be 
105°, at a pressure of 20 lbs., and a saltness of •^^, the tem- 
perature of the water in the boiler will be 261** '7, the corre- 
epondiDg total heat of tYie %\AsxDL\^^\xi!^lt94'9, and tiie quanti^ 
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of water to be blown out is equal to the quantity evaporated. 
We have then : — 

For evaporation 1 (11 94** 9 — 105°) = 1089*9 heat units, 
blown out 1 ( 261-7 — 1 05)= 156* 7 „ „ 

Total = 1246-6 „ „ 
Consequently the heat lost by blowing out is xtl^j^ or 12.6 per 
cent, of the total heat imparted. 

In the same manner it will be found for a degree of satura- 
tion of -^y when the quantity of water to be blown out will be 
•5 the quantity evaporated, that the loss of heat by blowing off 
will be only 6*7 per cent, of the total heat imparted. 



CHAPTER XVII. 

BURSTING AND COLLAPSING PRESSURES OF CYLINDERS 

BUBSTINO PrESSUSB. 

Thb folIowiDg table of the strength of cylindrical shells to 
resist internal bursting pressnre in a direction parallel to their 
axis is calculated by this approximate formula — 

^"" D. 

where P = bursting pressure in lbs. per square inch, 
T = thickness of cylinder in sixteenths, 
D = diameter of shell in quarter feet, 
c =: a constant, being, 

1097 for single riveting ) , ^ . 

1372 for double riveting J '™''«^* »««' 
1723 for single riveting ) ^ | 
2166 for double riveting j 
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Collapsing Prbssuhes. 

:b following tables give the strength of tubes of perfectly 

lar form, or not more than about the thickness of plate 

the true circle. As the shape of long tubes, especially 

of large diameter, is very irregular, and liable to undergo 

idual change, from the heat being applied chiefly at the 

1, and from the resistance to expansion caused by rigidity 

16 end plates, to say nothing of the sudden distortion 

r to arise from incrustation and the use of thick or greasy 

% a large factor of safety should be allowed for the 

ng-off pressure of the boiler. This should in no case be 

han 4, and in new boilers, in which the pressure is so 

after a time increased, a factor of not less than 6 should 

rs be allowed. 

e tables are calculated by this approximate formula — 

p — 26 2-4 X T^ 
"" L X D 

P = collapsing pressure in lbs. per square inch| 

T = thickness of tube in thircy-secondSy 

L .= length in feet, 

D ^ diameter in quarter feet. 
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A. 

's flanged tabe seams, 108, 

94, 209 

ssIoD, 27Q 

tity required for combustion, 

4 

) through fire grate, 153 

g steel plates, 46 

effects of, 49 
ustatioD nostrums, 179 
tecoal, 248 
ig on heating surface, 274 

B. 

es, 114 
trailers, 3 

B experiments on panched 
lates, 48 

• steel, 44, 49, 52 
kshire iron, 83, 38, 64 
}us coal, 248 
ret holes, 67 
35, 211, 230 

•off for preventing incrusta- 
tion, 169 

apparatus, 169 

waste caused by, 171, 308 

periodical, necessity of, 
171, 176 

apparatus, choked up, 186 
t yalyes, defects of, 141 

— protection of, 143 

— versus taps, 140 
pressure gauge, 135 
plates, 83 

hoops for tubes, 109, 194 
I flued b liler^j, 4 
^f platen, 33, 33 



Brickwork about boilers, 156, 198 
Bridge, furnace, 154, 202 

— area over, 156 

— inverted, 155 
BritUeness of wrought iron, 41 

— cast iron, 24 
Brix, M., experiments on expansion 

of fire bars, 153 
Bursting strength of cylinders, 8, 11, 

310 
Butt joints, 70, 84 
Butterley boiler, 4 , 

0. 

Calcareous deposits, 162 
Cambered end plates, 21 
Carbonate of lime, 132, 161, 164 
Cast iron for boilei'S, 24 

— tenacity of, 25 

— treacherous nature of, 25, 2S 
Caulking, effects of careless, 51, 61, 

197 
Chalybeate waters, corro&ive nature 

of. 168 
Circulation, 6, 116, 162 

— defective, effects o^ 203, 
204 
Chemical agents for removing scale, 
172 

— action as a cause of grooving, 

197 

— equivalents, table o^ 245 
Clark's, Dr., process, 181 

Clark, £., on riveted work, 56 

— D. K., on heating surface, 291 
Cleaning, 111,164, 170, 185 

— Cornish bQ\!L«c%^\^^ 

— flLuea, \^^ 
Coal-caWng, \'o^, \^^ 
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Coal, kinds of, 248 

— steam, 250 
~ trials, 260 

— speed of combustion o( 272 
Coke, 247, 250 

Collapsing strength of tubes, 18, 49 
Cold-hammering, effect of, 40, 42, 62 
Combustion, air required for, 254 

— heat of; 251 

— rate of; 272 
Combustion chambers, corrosion in, 205 
Conducting power of materials, 50, 280 
Construction of boilers, 89 
Copper boilers, 2 

— for boiler making, 25, 30 

— stay bolts, 94 
Contraction and expansion, effects of 

unequal, 36, 40, 203, 204, 205, 

230, 236 
Contraction of riyets in eooling, 66, 

62,66 
Cooper's plates, 33 
Cornish boilers, 5, 92, 107 

— — feed arrangement in, 

116 

— — tdbes, 193 

— — grooving in, 194, 196 

— — setting of, 199 

— — overheating of fur- 

naces, 166 

— — external corrosion, 204 

— — fractures in, 207 

— — expansion of, 209 

— — fire grates of, 164, 271 

— — testing of, 219 

— — heating surface of, 

276, 290, 297 

— — power of, 298, 299 

— — floes of, 137 

— — difficulty of cleaning, 

146 
Corrosion produced by hydrochloric 
acid, 168 

— supposed by use of soda, 174 

— prevented by use of soda, 174 

— induced by breaking skin of 

plates, 183 

— internal, 187 

— prevention of, 191 
. — caused by very pure waters, 

192 
'— external, 197 

— at boiler mountings, ^05 
Coust^ M,, on solubility o! aalU, \^1 



Cowbum safety valve, 129 
Crystalline appearance, 39, 41, 214 
Cylinders, bursting strength o^ 7, 

213, 310 
— collapsing strength of; 18, 

107, 818 

D. 

Damage caused by getting up steam 

too quickly, 205, 223, 225 
Dampers, 157 

Danger fi^m want of feed check valves, 
113 

— ^ defective blow-out ap- 

paratus, 140 

— — using unguarded man- 

holes, 144 
^ — > cutting out shell for dome 

holes, 147 
^ — aocumidation of scale, 158 

— — overheating of egg^ended 

boilers, 168 

— — using greasy water, 166, 

177 

— — neglecting to blow out^ 

176, 179 

— — cooling boiler down sud- 

denly, 184, 209 

— — blowing-outwhilehot,203 

— — defective staying, 227 

— — accumulation of air in 

water tube boilers, 228 

— — priming, 231 

— — defective "^fdrkmanshift 

217, 230 
Dead plates, 152, 269 
Dead water in Lancashire boilers, 157 
Defective workmanship, 217, 230 
Dewrance's experiments on evaporar 

tive power of tubes, 284 
Diagonal stays, 99 
Domes, 72, 147 

Drifting, injurious effects of, 66, 67, 79 
Drilling steel plates, 47 

— iron plates, 63 
Ductility of copper, 25 

— iron, 40 

— steel, 49 

E. 

"E.^-«li^<^ >OW^«W^ V^ %^^ <^^^ 115 
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Igg-ended boilers, water gauges for, 

137, 138 

— — floats for, 139 

— — fire grates o^ 161, 

271 

— — flues for, 156 

— — setting of, 166, 

200 

— — staying of, 98, 236 

— — incrustation in, 1 6 3 
' — — fractures in, 206, 

207, 208 

— — o?erheatingof,211, 

230, 238 
•« — heating sur&ce of, 

276, 290 

— — eyaporatiye power 

of, 299 
lasiic limit of iron and steel, 214 
lephaut boilers, 6, 276 
lliptical boilers, 11 
lliptical tubes, 18 
▼aporatiye power of boilers, 273, 

293, 299 
— — of tubes, 289, 

291 
zpanmon and contraction, effects of, 
36, 40, 92, 203, 204, 
205, 230. 236 

— sudden, for removing 

scale, 184 

— of tubes in Oomish boilers, 

193 

— of long boilers, 209 
Ixperimentsonstrengthof copper, SI 

— — iron, 38, 43, 

75 

— — tubes, 14 

— — spheres, 13 

— — steel plates, 

47,48 

— — steel riyeted 

work, 50 
, ^ — welded steel 

bars, 52 

— — welded iron 

plates, 86, 
87 
^ — rivets, 56 

— — riveted work, 

69. 71, 73 

— — puncbed&dril- 

ied plates, 
68 



Experiments on strength of screwed 
bars, 93 

— in exploding boilers, 

239, 241 

— with steam coals, 260 

— evaporative power of flat 

surfaces and tubes, 
274, 284 
Explosions of sectional boilers, 6 

— caused by injudicious re- 

pairs, 210 

— caused by overpressure, 

226 

— caused by internal dynamic 

force, 232 

— caused by ignition of gases 

in flues, 233 

— simultaneous, 233 

— investigation of, 237 

— electricity as a cause o^ 

239 

— superheating theory, 240 

— by overheating, 241 

— spheroidal theory, 242 

P. 

Factor of safety, 213 

Fairbairn on elongation of iron bars, 9 

— strength of wrought iron 

tubes, 14 
— strength of wrought iron 

at high temperatures, 
48 

— strength of single and 

double riveted joints, 
69, 71 

— strength of iron and cop- 

per stay bolts, 100 
Faraday, analysis of sea water, 161 
Farnley plates, 33 

Feed admission, best position for, 116, 

117, 205 

— — through blow-out ap- 

paratus, 170 

— delivery pipes, 116, 205 

— temperature of, 118, 308 

— heaters, 118, 166, 308 

— pipes, furring up of, 119, 168 
Fibrous iron, 39, 41 

Firebox staying, 99, 104 
Field's tub^ 5 

Fireboxes, ^5, ^Q, ^\, ^^, ^^^ ^'^^'^ 
104,*275 
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Fireboxes, fraoturet in, 211 
Firebars, 152 

— wrought and cast iron, 154 

— hollow; 164 

— expansion of, 158 
Fire doors, 151 
Firegrate, area, 293 

— inclined, 154 

— short and long, 271 
Firing, 267 

— forced, 255 
Flanging plates, 35 
Flash-flues, 156 

Flat ends of cylinders, 11, 22, 91, 98 

— staying, 23, 91 

Flat surfaces, strength of, 21, 22, 23 

— permanent set of, 22 

— for evaporation, 275 
Fletcher, L. £., experiments on boiler 

explosions, 241 

— information about ex- 

plosions, 243 
Floats, 139 
Flues, cramped, 156 

— external, 293 
Fractures in cast iron, 27 

— appearance of in iron, 29, 

39, 42 

— in plates, 85, 78, 92, 116, 

205, 253, 281 
Franklin Institute, experiments, 31, 

239 
French boiler, 5 
, Furnace boilers, fractures in, 206, 

207, 210 
Furnace mouth piece^ 150 

— fronts, 152 
Furring, see Incrustration. 

— up of feed apparatus, 119 

— — blow out, 144 
Furrowing, see Grooving. 
Fusible plugs, 131 

— — should be frequently 

renewed, 133 

a. 

Gadsby's tubes, 5 
Galloway boiler, 4, 194, 293 

— tubes, 111 
Galvanic action, 94, 183, 190 
Qaage, mercurial pressure, 1^^ 

- — dial pressure, 1S5 
water, l:i6 



Grate area, 291, 298 

Gray's, J. Macfarlane, rule for efflux 

of steam, 120 
Grease in water leading to oye^ 
heating, 166. 242 

— and priming, 150 

— may retard ebullition and ci^ 

culation, 163 

— as affected by soda, 174 

— use of for preventing incnutir 

tion, 177 

— may cause corrosion, 183 
Grooving, 91, 92, 108 

— in locomotive boilers, 196 

— in vertical boilers, 195 

— in waggon and haystack 

boilers, 195 

— in Cornish and Lancashire 

boilers, 192, 210 
Gusset stays, 22, 97 

Handholes in vertical boilen, 147 
Haystack boiler, 8, 195 
Heating sur&ce, covered with sool^ 

156 

— — and evaporative power, 

121 

— — efficiency o^ 273 

— — value of, 290 
High pressure steam, economy of 

using, 2, 807 
Hiller, H., boiler explosions, 243 
Homogeneous metal, 44 
Hoops, strengthening for tubea^ 107 
Hopkinson safety valve, 131 
Horse power of boilers, 298 
Hydraulic riveting, 55 
Hydraulic test, 217 
Hydrochloric itcid in boilers, 168, 175 



I. 

Incrustation on cast iron, 28 

— thickness of, 158 

— leads to overhestioft I 

158, 229 

— interferes with exanuat* 
tion, 159 

— difficulty of nmsnab 
\^^ 
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Dcrnstation, calcareous, 160 

— least in amount over fur- 

nace, 163 

— loss of beat due to, 164, 

287, 294 

— appearance of, 167 

— means for preventing, 

168 

— prevented by blowing off, 

169 

— by chemical agents, 172 

— by mechanical agents, 

177 

— by smearing boiler, 178 

— by improving circulation, 

180 

— prevented by surface 

condensation, 182 

— by manual labour, 183 

— by electric agents, 184 
yectors, check valves on, 114 
itemal pressure in cylinders, 7, 213, 

310 
iternally fired Boilers, see Cornish 

and Lancashire boilers. 
x>n, wrought, character of, 32 
— — limit of elasticity, 214 

J. 

urring strains, 40, 220, 234 
— effects of, 62 
>ints for boiler mountings, 112, 145 

K. 

ay's low-water safety-valve, 131 
irkaldy*8 experiments on wrought 

iron, o8 
^ remarks on fracture of 

iron, 40-42 

— experiments on steel 

riveted joints, 50 

— experiments on welded 

steel bars, 52 

•— experiments on welded 

iron bars, 86 

— experiments on screwed 

bars, 93 
irtley's experiments on strength of 
welded iron plates, 87 

L. 

unination of plates, 36, 211, 230 



Lancashire boilers, 4, 92, 107, 111 

— — flues 0^ 157, 293 

— — overheating of fur- 

naces in, 116 

— — expansion of tnbes 

in, 193 

— — grooving in, 196 

— — setting of, 199 

— — external corrosion 

of, 204 

— — fractures in, 207 

— — testing of, 219 

— — heating surface of, 

276, 290, 297, 
293 

— — fire grates of, 271, 

154 

— — evaporative power 

of, 298 
Lap joints, 69, 73, 81 
Lap, defect of too much, 79 
— amount of, 82, 84, 85 
Leakage, 80, 91, 220, 223 

— causes of, 202 
Lime, carbonate of, 160, 162 

— sulphate of, 160, 161 
Limit of elasticity, 214 
Locomotive boilers, 5, 90, 91, 116, 

117, 146, 204, 
211, 300 

— — fire boxes, 154 

— — heating surface 

of, 290, 291 
Longitudinal plating, weakness of, 

17, 72. 73, 89, 90 
Longridge, R. B., on explosions, 243 
Low moor plates, 33 
Low- water safety-valves, 131 

M. 

Machine riveting, 55 
Magnesia, carbonate ot 160-162 

— chloride o^ 168 
Manholes, defective. 144 

— covers, 113 

Marten, ^ B., on explosions, 243 

Maynard, experiments on punched 
and drilled plates, 68 

Mechanical action as a cause of 
grooving, 197 

Mechanical agents for preventing in- 
crustation, 17 T 

Mercunal pt«%»wtq %xi«k%«&,\^NL 

Monk bxid\^e v\aA«&) ^€ 
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Mortar sbonld not be vaed for boiler 

aettijig, 156, 198 
Madboles, 113, 145 
Haldtubular boilers, i, 277, 293. 299 

— — setting 0^ 203 

0. 

Oral boilera, 10, 11 
Oval tubes, weakness of, 18 
Overheatbg, caused by incrastation, 
158, 166, 211 

— caused by greasy water, 

179 

— accamnlation of air, 228 

— caases of; 228 

— indicatioDS of, 238 

— as a cause of explosions, 

241 
Overpressure, 231 

P. 

Peclet on inemstation, 1 65 

— on air admission, 270 

— on evaporation, 280, 286 
Pitch of rivets, 74, 79 

— tables of, 81, 82, 84 
Pitting of plates, 189 
Plates, iron, 32, 206 

— thick edge, 91 

— thick, 69, 71, 84, 90, 281 
Plating, 89 

Potash for preventing incrustation, 

175 
Power, boiler, 298 

— evaporative, 273 

— horse, 298 
Pressure gauges, 133, 135 

— — position for fixing, 

136 

— initial blowing off, 120 

— high, economy of using, 2, 307 
Priming, causes of and prevention, 

149, 150, 165, 178 

— loss of water caused by, 301 
Punching, effects of on steel plates, 47 

— effects on iron plates, 63, 64 

— power required for, 65 

— induces corrosion, 191 

Q. 

QuAlity of iron plates, 33, 40, Q4 
— " copper, 30 



Bankine, Prot, on strength of ilit 

sur&ces, 22 
— on heating sui&fle^ 

288, 295 
Rastriek boilers, 5 
Rate of combustion, 272 
Reed, E. J., on punched steel pkte% 
48 
— on riveted work, 57 

Rivet heads, 54, 62, 63, 188 
Rivets, furm of, 53, 66 

— large, 81, 83 

— strength of, 55, 56, 68 

— pitch of, 74, 79, 82 

— tables, 81, 82, 84 
Riveted steel plates, 50 

— joints, 53 
Riveting by machine, 55 

— defective, 67 

Repairs, as affecteid by riveting^ 51, 

66 
Rupture of fire boxes, 104 
Russian iron, 33 

S. 

Sal-ammoniac, nse of; 176 
Salt water, analysis, 161 

— blowing out, 171 
Safety valves, rule for area, 120 

— — lift of, 121 

— — effective opening of, lil 

— — disc, 121 

— — mitre, 122 

— — guides, 123 

— — lever, defects o^ 124 

— — — rules for, V26 

— — spring balance, 127, 

130 

— — dead weight, 129 

— — Cowbum, 129 

— — inoperative, 130 

— — low water, 131 

— — overloading, 231 

— — lock, 232 
Safety, factor o^ 73, 89, 216 
Scale. See Incrustation. 
Sectional or segmental boilen, 3, 27, 

159, 228, 278 

— accumulation of air in, 228 
^«t«>Ni%d ftta^s, 98 
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Sharp's experlmentB on steel plates, 

47 
Shearing strength of mets, 56 
Ship plates, 32 
Smoke prevention, 263 
Snapping of iron, 40, 41^ 
Soda, use of for preyenting incmsta- 
tion, 172 

— means for introducing, 172 

-^ destractive to packing, &c. 174 

— effect on plates, 174 

— nsed to prevent corrosion, 174, 

192 

— nse of with greasy water, 175 

— nse of may canse priming, 1 38, 

173 

— caustic, 174, 175 

— salts, Bolability of, 160 
Spherical boilers, 3 
Sphere, strength o^ 19, 25 
Staffordshire plates, 32 
Stays, 23 

Staying flat ends, 23, 91 

— egg-ended boilers, 98, 236 

— fire boxes, 104 

Steam domes and chambers, 147 

— pipes, 29 

— properties of, 308 

— efflux of into atmosphere, 120 
Stephenson, experiments on evapo- 

ratiye power of tubes, 284 
Stiel for boiler making, 45 

— rivets, 61 

— welding, 52 

— corrosion of plates, 189, 190 
Stone boilera, 2 

Strength of cylinders, transverse, 8 

— longitudinal, 7-11, 72, 73 

— due to lap joints, 17i 72 

— collapsing, 13 

— of flat surfaces, 21 

— of sphere, 19 

— of rivet iron, 55 

— of riveted joints, 58, 69, 71| 

178 

— tensile of cast iron, 25 

— — wrought iron, 88, 

43 

— — copper, 81 

— — steel, 44, 46, 49 

— — steel joints, 50 

— — stays, 99 

— loss of hy punching, 64, 69, 

72 



Strengthening tubes, means for, 107 

— manholes, 145 

— domeholes, 150 
Stretching of wrought iron, 9, 42 
Surface condensation, 182 

T. 

Tables of diameter and pitch of rivets, 
81, 82, 84 

— properties of combustibles, 

245 

— composition of coal, 249 

— heat of combustion, 251 

— results of coal trials, 260 

— rates of combastion, 272 

— evaporative efficiency, 296 

— properties of steam, 

— bursting pressure of cylin- 

ders, 311 

— collapsing pressures of cy« 

liuUerd, 314 
Tallow, use of, in boilers, 177 
Tannic acid for incrustation, 175 
Taps, water gauge, 138 

— blow out, 142 

— best taper of, 142 

— gland and plug, defects of, 143 
Taylor Brothers' plates, 33 
Temperature, influence of, on strength, 

81, 43 
Tenacity of cast iron, 25 

— wrought iron, 9, 88 

— copper, 31 

— steel, 44, 46 

Test for boilers, hydraulic, 219 

— — objections to, 222 

— — duration of, 222 

— — steam, 218, 223 
Testing iron plates and rivets, 36 

— steel plates, 52 
Tie rods, 94 

Tightness, importance of, 80 
Treacherous character of cast iron, 25 

— — steel, 45 

Tubes, means for strengthening, 106 

— collapse of, 236 

— strength of, 14, 216, 313 

— steel, 49, 107 

— length of small, 298 

— distortion of, 220 

— water, 4, W^, *2a^ 
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Tubulona boUers, 8, 27, 169, 228, 
278 



U. 

Unit boiler, 8, 27, 228 

Ure, Dr., analysis of sea water, 161 



V. 

Valves, feed back pressure, 113 

— safety, 11& 

— blow out, 141 

Vertical boUer, 6, 89, 90, 92, 202, 

299 

— — fire grates 0^ 154 

— — fractures in, 210 

— — grooving in, 196 
Vibration, effects of, 40, 62. 220, 234 
Voltaic action. See Galvanic action 

W. 
Wagon boiler, 3, 195 



Wash-out pings, 146 
Waste pipes to safety valves, 125 
^ to blow out apparatuB, 
143 
Water feed, nature of, should inflaenoe 
choice of boiler to be used, 159 

— pockets, 111, 278 

— gauges, 136 

— spaces, 108, 110, 111 

— tubes, 4, 110, 276, 278, 291 
Wear and tear due to overheatiog, 

158 
Welded iron plates, 86, 197 

— steel bars, 52 
Welsh coiO, 248 
Williams on evaporative power of 

tubes, 289 
Woolf boiler, 6 
Working of wrought-iron plates, 34 

— steel plates, 46 
Wrought-iron plates, 32 

— character of, 34, 45 

— tenacity o^ 9, 38 



THE END. 
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Humbers New Work on Water-Supply. 

A COMPREHENSIVE TREATISE on the WATER-SUPPLY 
of CITIES and TOWNS. By William Humber, Assoc. Inst. 
C.E., and M. Inst. M.E. Author of "Cast and Wrought Iron 
Bridge Construction," &c. &c This work, it is expected, will con- 
tain about 50 Double Plates, and upwards of 300 pages of Text 
Imp. 4to, half bound in morocco. [In the press, 

*»* In accumulating information for this volume^ the Author has 
been very liberally assisted by several professional friendsy who have 
made this department of engineering their special study. He has thus 
been in a position to prepare a work which, within the limits of a 
single volume, will supply the reader with the most complete and 
reliable information upon all subjects, theoretical and prcu:tical, con" 
nected with water supply. Through the kindness of Messrs, Ander^ 
son, Bateman, Hawksley, Homersham, Baldwin Lcttham, Lawson^ 
Milne, Quick, Rawlinson, Simpson, and others, several works, con- 
structed and in course of construction, from the designs of these gentle- 
men, will be fully illustrated and described, 

AMONGST OTHER IMPORTANT SUBJECTS THE FOLLOWING WILL BE TREATED 

IN THE text:— 

Historical Sketch of the means that have been proposed and adopted for the Supply 
f Water. — ^Water and the Foreign Matter ususilly associated with it. — Rainfall and 
Evaporation. — Springs and Subterranean Lakes. — Hydraulics.— The Selection of 
ites for Water Works. — ^Wells. — Reservoirs. — Filtration and Filter Beds. — Reservoir 
nd Filter Bed Appendages. — PumjM and Appendages.— Pumpbz MachineiyA-* 
Culverts and Conduits, Aqueducts, Syphons. «c. — Distribution of Water. — ^Water 
leters and general House Fittings. — Cfost of Works for the Supply of Water.— Con-' 
tant and Intemuttent Supply.— Suggestions for preparing^ Plans, &c. &c., together 
rith a Description of the numerous Works illustrated, viz : — Aberdeen, Bicuford^ 
bckermouth, Dublin, Glasgow, Loch Katrine, Liverpool, Manch«%\«c,'^o'CcAita:Kw« 
underland, and several others ; with copies of the Conttauct, T>TV«iVDt:iE^ «xA. ^''Qkk^^^ 
ition in each cases. 
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Humbers Modern Engineering'. First Series. 

A RECORD of the PROGRESS of MODERN ENGINEER- 
ING, 1863. Comprising Civil, Mechanical, Marine, Hydraulic, 
Railway, Bridge, and ciher Engineering- Works, &c. By William 
HuMBBR, Assoc. IiiEt C.E., &C. Imp. 4to, with 36 Double 
Plates, drawn to a large scale, and Photographic Portrait of John 
Hawkshaw, C.E., F.R.S., &c Price 3/. 3J. half morocco. 

List of tlu Hates] 

NAMK.AND DESCRIPTION. PLATBS. MAMB OF BNGINBER. 

Victoria Station and Roof— L. B.& S. C. Rail i to 8 Mr. R. Jacomb Hood, CE. 

Southport Pier 9 and 10 IVfr. James Brunlees, C.E. 

Victoria Station and Roof— L. C. & D. & G. W. 

Railways zitDx5A Mr. John Fowler, CE. 

Roof of Cremome Music Hall. z6 Mr. WilHam Humber, C.K 

Bridee over G. N, Railway x^ MxvJMephCubitt.CE. 

Roof of Station — Dutch Rhenish Railway .. 18 and 19 Mr. £us(uiedi, C£. 

Bridge over die Thames— West London Ex- 
tension Railway 20 to 24 Mr. William Baker, CE. 

Armour Plates 25- Mr. James Chalmers, CE. 

Suspension Bridge, Thames 26 to 29 Mr. Peter W. Barlow, CE. 

The Allen Engine 30 Mr. G. T. Porter, M.£. 

Suspension Bndge, Avon 31 1033 Mr. John Bawkshaw, C.E. 

and W. H. Barlow, CE. 

Undergroimd Railway 34 to 36 Mr. John Fowler, CE. 

With copious Descriptive Letterpress^ Specifications^ &c. 
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Handsomely lithograi^d and jirinted. It will find favour with manywho desire 
to preserve in a permanent form copies of the plans and.specifications prepared for the 
guidance of die contractors for many important engineering works." — Engifteer. 

Humberts Modem Engifteering. Second Series. 

A RECORD of the PROGRESS of MODERN ENGINEER- 
ING, 1864 ; with Photograpliic Portrait of Robert Stei^enson, 
C.E., M.P.9 F.R.S., &c Price 3/. 3^:. half morocco. 

List of the Plates, 

NAMB AND DESCRIPTTON. FLATUS. ITAMB OF BNGTNEBK. 

Birkenhead Docks, Low Water Basin z to 15 Mr. G. P. L3rster, CE 

Charing Cross Station Roof^C. C. Railway. z6 to i& Mr. Hawlodiaw, C£L 

Dizswell Viaduct — Great. Northern Railway. 19 Mr. J. Cubitt, CE. 

Robbery Wood Viaduct-<5reat N. Railway. 20 Mr; J. Cubitt^ CE» 

Iron Permanent Way. 20a ■■ 

Clydach Viaduct — Merdiyr, Tredegar, and 

Aberzavenny Railway ax Mr. Gardner, CE. 

£bbw Viaduct ditto ditto ditto 22 Mr. Gardner, C.E. 

Colleige Wood Viaductr— Cornwall Railway . . 23 Mr. BnmeL 

Dubim Winter Palace Roof 24 to 26 Messrs. Ordish&LeFeuvrc. 

Bridge over the Thames— L. C. & D. Railw. 27 to a* Mr» J. Cubitt. C.E. 

Albert Harbour, Greenock 33 to 36 Messrs. Bcll&.MiIler». 

With copious Descriptive Letterpress^ SpecifiGations^ &c. 



" A resufftdofaXi themore interesting and importantwoiies lateij conipleted m Great 
Britain ; and containing, as it does, carefully executed dra)win» witn ft^ worloof 



details will be 'found a valuaUe accessory to the proffessioa at ua'gp/''^^JS-n£ii$trK 
"Mr. 



"Mr. Humber has done the profession rood and true, service, .by. tiirfiBe colkct^ 
lies he has here bto\ig^t "belote uie ^gcolessvoa aad'me. public.''— iVwin9>^ 
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Humbers Modern Engineering, Third Series. 

A RECORD of the PROGRESS of MODERN ENGINEER- 
ING, 1865. Imp. 4to, with 40 Double Plates, dxawn to a large 
scale, and Photographic Portrait of J. R. M*Clean, Esq., late Pre- 
sident of the Institution of Civil Engineers. Price 3/. 3J, hidf 
morocco. 

List of Plates and Diagrams, 



Bridge over River Lea. 
Bridge over River Lea. 



MAIN DRAINAGE, METROPOLIS. 

North Side. 

Map showing Interception of Sewers. 
Middle Level Sewer. Sewer under Re- 
gent's Canal. 
Middle Level Sewer. Junction mth Fleet 

Ditch. 
Outfall Sewer. Bridge over River Lea. 

Elevation. 
Outfall Sswer. 

Details. 
Outfall Sewer. 

Details. 
Outfall Sewer. Bridge over Marsh Lane, 

North Woolwich Railway, and Bow and 

Barking Railway Junction. 
Outfall Sewer. Bridge over Bow and 

Barking Railway. Elevation. 
Outfall Sewer, Bridge over Bow and 

Barking Railway. Details. 
Outfall Sewer. Bridge over Bow and 

Barking Railway. Details. 
Outfall Sewer. Bridge over East London 

Waterworks' Feeder. Elevation. 
Outfall Sewer. Bridge over East London 

Waterworks' Feeder. Details. 
Outfall Sewer. Reservoir. Plan. 
Outfall Sewer. Reservoir. Section. 
Outfall Sewer. Tumbling Bay and Outiet. 
Outfall Sewer. Penstocks. 

South Side. 

Outfall Sewer. Bermondscy Branch. 

Outfall Sewer. Bermondsey Branch. 

Outfall Sewer. Reservoir and Outlet 
Plan. 



MAIN DRAINAGE, METROPOLIS, 

continued— 



Outfall Sewer. 

Details. 
Outfall Sewer. 

Details. 
Outfall Sewer. 

Details. 
Outfall Sewer. 
Sections of Sewers 

Sides). 



Reservoir and Gudet. 



Reservoir and Oudet. 

Reservoir and Oudet. 

Filth Hoist 

(North and South 



THAMES EMBANKMENT. 

Section of River Wall. 

Steam-boat Pier, Westminster. Elevation. 

Steam-boat Pier, Westminster. Details. 

Landing Stairs between Charing Cross 
and Waterloo Bridges. 

York Gate. Front Elevation. 

York Gate. Side Elevation and Details. 

Overflow and Outiet at Savoy Street Sewer. 
Details. 

Overflow and Outlet at Savoy Street Sewer. 
Penstock. 

Overflow and Oudet at Savoy Street Sewer. 
Penstock. 

Steam-boat Pier, Waterloo Bridge. Eleva- 
tion. 

Steam-boat Pier, Waterloo Bridge. De- 
tails. 

Steam-boat Pier, Waterloo Bridge. De- 
tails. 

Junction of Sewers. Plans and Sections. 

Gullies. Plans and Sections. 

Rolling Stock. 

Granite and Iron Forts. 



"With copious Descriptive Letterpress, Specifications, &c. 



Opinions of the Press, 

*' Mr. Humberts works— especially his annual * Record,' with which so many of our 
readers are now familiar — fill a void occupied by no other branch of literature. .... 
The drawings have a constantly increasing value, and whoever desires to possess clear 
representations of the two great works carried out by our Metropolitan Board will 
obtain Mr. number's last w^\xmQ.'*—Enguteering^. 

" No engineer, architect, or contractor should fail to preserve these records of works 
which, for magnitude, have not their parallel in the present day, no student in the 
profession but should carefully study the details of these great works, which he may be 
one day called upon to imitate." — Mechanics Magazitu, 

" A work hi^ly creditable to the industry of its author. .... The volume is quite 
an encyclopeeaia for the study of the student who desires to master the subject of 
municipal drainage on its scale of greatest development**— Pracficai WecVuMw^ * 
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Humberts Modem Engineering. Fourth Series. 

A RECORD of the PROGRESS of MODERN ENGINEER- 
ING, 1866. Imp. 4I0, with 36 Double Plates, drawn to a lai^e 
scale, and Photographic Portrait of John Fowler, Esq., President 
of the Institution of Civil Engineers. Price 3/. 3J. half-morocco. 

List of the Plates and Diagrams, 

NAME AND DESCRIPTION. PLATES. NAME OP ENGINEER. 

Abbey Mills Pumping Station, Main Drainage, 

Metropolis z to 4 Mr. Bazalgette, C.E. 

Barrow Docks 5 to 9 Messrs. MA^lean & Stillmaa, 

Manqiiis Viaduct, Santiago and Valparaiso [C.£. 

Railway 10,11 Mr. W. Loyd, C.E. 

Adams' Ix>comotive, St Helen's Canal Railw. is, 13 Mr. H. Cross, C.E. 
Cannon Street Staticm Roof, Charing Cross 

Railway 14 to 16 Mr. J. Hawksbaw, C.E. 

Read Bridge over the River Moka 17, 18 Mr. H. Wakefield, CE. 

Telegraphic Apparatus for Mesopotamia .... 19 Mr. Siemens, C.K 

Viaduct over the River Wye, Midland Railw. 20 to 22 Mr. W. H. Barlow, CE. 

St. Germans Viaduct, Cornwall Railway .... 23, 24 Mr. Brunei, C.£. 

Wrought-Iron Cylinder for Diving Bell 25 Mr. J. Coode, C.EL 

Millwall Docks 26 to 31 Messrs. J. Fowler, C.E.,and 

Waiiam WUson, CK 

Milroy's Patent Excavator 3a Mr. Milroy, C£. 

Metropolitan District Railway 33 to 38 Mr. J. Fowler, Eneineer-iB* 

Chief, and Mr. T. M. 
Johnson, C.E. 

Harbours, Ports, and Breakwaters a to c - *-■— 

The Letterpress comprises — 

A concluduig article on Harbours, Ports, and Breakwaters, with 
Illustrations and detailed descriptions of the Breakwater at Cher- 
bourg, and other important modem works ; an article on the 
Telegraph Lines of Mesopotamia ; a full description of the Wrought- 
iron Diving Cylinder for Ceylon, the circumstances under which it 
was used, and the means of working it ; full description of the 
Millwall Docks ; &c., &c., &c. 



Opinions of the Press, 

** Mr. Humber's * Record of Modem Engineenng * is a work of peculiar value, as 

well to those who design as to those who study the art of engineering construction. 

^ It embodies a vast amount of practical information in the form of full descriptions and 

' working drawings of all the most recent and noteworthy engineering works. The 

plates are excellently lithographed, and the present volume of the * Record ' is not a 

whit behind its predecessors." — Mechanic^ Magazine, 

*' We gladly welcome another year's issue of this valuable publication from the able 
pen of Mr. Humber. The accuracy and general excellence of thb work are well 
known, while its usefulness in giving the measurements and details of some of the 
latest examples of engineering, as earned out by the most eminent men in the profes- 
sion, cannot be too highly prized." — Artizan. 

" The volume forms a valuable companion to those which have preceded it, and 
cannot fail to prove a most important addition to every engineering library." — Mining 
journal, 

" No one of Mr. Humber's volumes was bad ; all were worth their cost, firom the 
mass of plates from well-executed drawings which they contained. In this respect, 
perhaps, this last volume is the most valuable that the author has produced."— /rut- 
^fca/ Machanics' JoumaU 
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Humbef^s Great Work on Bridge Consirticiton. 

A COMPLETE and PRACTICAL TREATISE on CAST and 
WROUGHT-IRON BRIDGE CONSTRUCTION, including 
Iron Foundations. In Three Parts — ^Theoretical, Practical, and 
Descriptive. By WiLLiAM HuMBER, Assoc. Inst. C. E., and M. Inst. 
M. E. Third Edition, revised and much improved, with 115 Double 
Plates (20 of which now first appear in this edition), and^numerous 
additions to the Text, In 2 vols. iJip. 4to., price 6/. i6x, 6d, half- 
bound in morocco. 

** A very valuable contribution to- the standard literature of civil engineerine. In 
ddition to elevations, plans, and sections, lar^e scale details are given, which very 
nuch enhance the instructive worth of these illustrations. No engineer would wil< 
ingly be without so valuable a fund of information." — Civil Engineer and Architect s 
foumal. 

** The First or Theoretical Part contains mathematical investigations of the prin- 
iples involved in the various forms now adopted in bridge construction, lliese 
nvestigations are exceedingly complete, having evidently been very carefully con- 
idered and worked out to the utmost extent that can be desired by the practical man. 
.'he tables are of a very useful character, containing the results of die most recent 
xperiments, and amongst them are some valuable tables of the weight and cost oC 
ast and wrought-iron structtures actually erected. The volume of text is amply illus- 
rated by numerous woodcuts, plates, and diagrams : and the plates in the second' 
olume do great credit to both draughtsmen and engravers. In conclusion, we have: 
reat pleasure in cordially recommending this work to our readers." — Artisan, 

" Mr. Humber's stately volumes lately issued — in which the most important bridfi^- 
rected during the last five years, under the direction of the late Mr. Brunei, Sir W. 
'ubitt, Mr. Hawkshaw, Mr. Page, Mr. Fowler, Mr. Hemans, and others among our 
tost eminent engineers, are drawn and specified in great detail." — Engineer, 

Weale^s Engineer's Pocket-Book. 

THE ENGINEER'S, ARCHITECT'S, and CONTRACTOR'S 
POCKET-BOOK (Lockwood & Co.'s; formerly Weale's). 
Published Annually, In roan tuck, gilt edges, with 10 Copper* 
Plates and numerous Woodcuts. Price 6s, 
" A vast amount of really valuable matter condensed into the small dimen- 
ions of a book which b, in reality, what it professes to be— a pocket-book. .... 
V^e cordially recommend the book to the notice of the managers of coal and other 
lines ; to them it will prove a handy book of reference on a variety of subjects more 
r less intimately connected with theu: profession." — Colliery Guardian, 
" Every branch of engineering is treated of, and facts, figures, and data of every 
ind abound." — Mechanics* Mag. 

"It contains a large amount of information peculiarly valuable to those for whose 
se it is compiled. We cordially commend it to the engineering and architectiual 
rofessions generally." — Mining youmal, 

Tron Bridges y Girders^ Roofs y &c. 

A TREATISE on the APPLICATION of IRON to the CON- 
STRUCTION of BRIDGES, GIRDERS, ROOFS, and OTHER 
WORKS ; showing the Principles upon which such Structures are 
Designed, and their Practical Application. Especially arranged for 
the use of Students and Practical Mechanics, all Madiematical For- 
mulae and Symbols being excluded. By Francis Campin, C.E. 
With numerous Diagrams. i2mo., cloth boards, 3J. 

" For numbers of young engineers the book is just the cheap, handy, first guide 
ley want" — Middlesboroueh Weekly News. 

'Invaluable to those who have not been educated in mathematics."— Ctf//>Vry 
'■nardian. 

" Remarkably accurate and well written.** — Artiman^ 
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Barlow on the Strength of Materials^ enlarged, 

A TREATISE ON THE STRENGTH OF MATERIALS, 
with Rules for application in Architecture, the Construction of 
Suspension Bridges, Railways, &c ; and an Appendix on the 
Power of Locomotive Engines, and the effect of Inclined Planes 
and Gradients. By Peter Barlow, F.R.S. A New Edition, 
revised by his Sons, P. W. Barlow, F.R.S., and W. H. Barlow, 
F.R.S., to which are added Experiments by Hodgkinson, Fair- 
bairn, and KiRKALDY ; an Essay (with Illustrations) on the effect 
produced by passing Weights over Elastic Bars, by the Rev. 
ROBERT Willis, M.A, F.R.S. And Formulae for Calculating 
Girders, &c The whole arranged and edited by W. Humber, 
Assoc. Inst C.K, Author of " A Complete and Practical Treatise 
on Cast and Wrought-Iron Bridge Construction," &c. &c. Demy 
8vo, 400 pp., with 19 large Plates, and numerous woodcuts, price 
i&f«.cloth. 

" Althoush issued as the sixth edition, die volume under consideration is wordiy of 
being regarded, for all practical purposes, as an entirely new work . . . &e book 
is undoubtedly worthy of the highest commendation." — Mining yourfial. 

"An increased value has been given to this very valuable work by the addition of 
a large amount of inf(n-mation^ 'vmich cannot prove otherwise than highly useftil to 

those who reqture to consult it The arrangement and editmg of this 

mass of information has been undertaken by Mr. Humber, who has most ably fulfilled a 
task requiring special care and ability to render it a success.** — Mechanic^ Magazine. 

'* The best book on the subject which has yet appeared. .... We know of 
no work that so completely fulfils its mis^n. —-Engiisk Mechanic, 

** There is not a pupil in an engineering school, an apprentice in an engineer's or 
architect's office, or a competent cferk of works, who will not recognise in the scientific 
volume newly given to circulation, an oM and valued friend." — Building Nra^. 

"The standard treatise upon thus particular sul^ect." — Engifeer, 

Strains ^Formulee & Diagrams for Calculatioft of. 

A HANDY BOOK for the CALCULATION of STRAINS 
in GIRDERS and SIMILAR STRUCTURES, and their 
STRENGTH ; consisting of Formulaeand Corresponding Diagrams, 
with numerous Details for Practical Application, &c. By William 
Humber, Assoc. Inst. C.E., &c. Fcap. 8vo, with nearly 100 
Woodcuts and 3 Plates, price *js, 6d, cloth. 

" The arrangement of the matter in this little volume is as convenient as it wdl 
could be.^ • • .• • '^^^ system of employing diagrams as a substitute for comply 
computations is one justly coming into great favour, and in that respect Mr. Humber's 
volume is fully up to the times." — Engineering. 

"The formulae are neatly expressed, and the diagrams good.** — Athenmutn, 
"We heartily commend this really kmntfy book ts our enguMer and architect 
rezdets.**—EngiisA Mechanic, 

Mechanical Engineering. 

A PRACTICAL TREATISE ON MECHANICAL ENGI- 
NEERING : comprising Metallurgy, Moulding, Casting, Forging, 
Tools, Workshop Machinery, Mechanical Manipulation, Manufac- 
ture of -the Steam Engine, &c. &c. With an Appendix on the 
Analysis of Iron and Iron Ore, and Glossary of Terms. By Francis 
Campin, C.E. Illustrated with 91 Woodcuts and 28 Plates of 
Slotting, Shaping, Drilling, Punching, Shearing, and Riveting 
Machines — Blast, Refining, and Reverberatory Furnaces — Steam 
JEngines, Governors, BoWtts, l^wioxtwoXsM^^ &c 8to, doth, I2j. 
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Strains, 

THE STRAINS ON STRUCTURES OF IRONWORK; 
with Practical Remarks on Iron Construction. By F. W. Sheilds, 
M. Inst C.E. Second Edition, with 5 plates. Royal 8vo, 5j. cloth. 
Contents.— Introductory Remarks ; Beams Loaded at Centre ; Beams Loaded at 
unequal distances between supports ; Beams uniformly Loaded ; Girders with triangu- 
lar bracing Loaded at centre ; Ditto, Loaded at unequal distances between supports ; 
Ditto, imiformly Loaded; Calculation of the Strains on Girders with triangular 
^asings; Cantilevers; Continuous Girders; Lattice Girders; Girders with Vertical 
Girder:Jipd. Diagonal Ties; Calculation of the Strains on Ditto; Bow and String 
portionmenCS^ecs of a form not belonging to any regular figure ; Plate Girders ; Ap- 
Length to Depth bt*oial to Strain ; ComparLson of different Girders ; Proportion of 

Con ^truction of 5^?^'" °^ ^"^ ^°^ ' ^'^^ ^~^'- 

IRON AND HEAT, Exhibil^-^' l^tUarSy QfC. 
Construction of Iron Beams, Pillars, aEoAJiiples concerned in the 
Action of Heat in the Smelting Furnace. tj^jCrirders, and the 
C.E. Woodcuts, i2mo, doth boards, 3^. 6^. ; cloth Db^mour, 

*' A very useful and thoroughly practical little volume, in every way deserving 01 
circulation amongst working men." — Mining journal, 

" No ironworker who wishes to acquaint himself Kvith the principles of his own 
trade can afford to be without it." — South Durham Mercury, 

Power in Motion. 

POWER IN MOTION : Horse Power, Motion, Toothed Wheel 

Gearing, Long and Short Driving Bands, Angular Foroefi^ &c. 

By James Armour, C.E. With 73 Diagrams. i2mo, cloth 

boards, 3^. dd, {Recently published.- 

" Numerous illustrations enable the author to convey hif meaning as expliciUy as 

it is perhaps possible to be conveyed. The value of the theoretic and practical kiK>w- 

ledge imparted cannot well be over estimated." — li^wcasile Weekly Chronicle, 

Metallurgy of Iron. 

A TREATISE ON THE METALLURGY OF IRON : con- 
taining Outlines of the History of Iron Manufacture, Methods of 
Assay, and Analyses of Iron Ores, Processes of Manufacture of 
Iron and Steel, &c. By H. Bauerman, F.G.S., Associate of the 
Royal School of Mines. With numerous Illustrations. Fourth 
Edition^ revised and much enlarged. i2mo., cloth boards, ^s. 6d. 

[Just published. 
" Carefully written, it has the merit of brevity and conciseness, as to less i mp o rt ant 

points, while all material matters are very fully and thoroughly entered into." — 

Sta/uiiird. 

Trigonometrical Surveying. 

AN OUTLINE OF THE METHOD OF CONDUCTING A 
TRIGONOMETRICAL SURVEY, for the Formation of Geo^ 
graphical and Topographical Maps and Plans, Military Recon- 
naissance, Levelling, &c., with the most useful Problems m Geodesy 
and Practical Astronomy, and Formulae and Tables for Facilitating 
their Calculation. By Lieut-General Frome, R.E., late In- 
spector-General of Fortifications, &c. Fourth Edition, Enlarged, 
thoroughly Revised, and partly Re-written. By Captain Charles 
Warren, R.E., F.G.S. With 19 Plates nnd 1x5 Woodcuts, 
royal 8vo, price i6j, cloth. 
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Hydraulics. 

HYDRAULIC TABLES, CO-EFFICIENTS, and FORMULAE 
for finding the Discharge of Water from Orifices, Notches, Weirs, 
Pipes, and Rivers. By John Neville, Civil Engineer, M.R.LA 
Second Edition, with extensive Additions, New Formidae, Tables, 
and General Information on Rain-fall, Catchment-Basins, Drainage, 
Sewerage, Water Supply for Towns and Mill Power. With nume- 
rous Woodcuts, 8vo, i6j. doth. ^ nyaniuKc 
♦»• This work contains a fwt number of j^jfe yet pubhshed 
formulae, and the most extensive and ag^Pfipom triangular, quadri- 
for finding the mean velocity o^,iiJ-i^ rivers ; with experimental 
lateral, and circular ojifir-gflfects of firiction ; of the velocity of 
results and co;^iirves, bends, contractions, and expansions ; the 
appro^C^^f channel ; the drainage effects of long and short weirs, 
, ^-(hlaweir-basins ; extent of back-water firom weirs ; contracted 

channels; catchment-basins; hjrdrostatic and hydraulic pressiu'e; 

water-power, &c. &c. 

\evelling. 

A TREATISE on the PRINCIPLES and PRACTICE of 
LEVELLING ; showing its Application to Purposes of Railway 
and Civil Engineering, in the Construction of Roads ; with Mr. 
Telford's Rules for the same. By Frederick W. Simms, 
F.G.S., M. Inst. C.E. FifUi Edition, very carefiilly revised, with 
the addition of Mr, Law's Practical Examples for Setting out 
Railway Curves, and Mr. Trautwine's Field Practice of Laying 
out Circular Curves. With 7 Plates and numerous Woodcuts. 8vo, 
&f. 6</. cloth. %* Trautwine on Curves, separate, price 51. 

" One of the most important text-books for the general surveyor, and there is 
urcely a question connected with levelling for which a solution would be sought but 
It would be satisfactorily answered by consulting the voiiime.''----AfMM«^ yournal. 

'* The text-book on levelling in most of our engineering^ schools and coll^;es."— 
ngineer. 

"The publishers have rendered a substantial service to the profession, especially to 
: younger members, by bringing out the present edition of Mr. Simms's useful work." 
Engineering, 

^unnelling. 

PRACTICAL TUNNELLING ; explaining in Detail the Setting 
out of the Works ; Shaft Sinking and Headmg Driving ; Ranging 
the Lines and Levelling Under-Ground ; Sub-Excavating, Timber- 
ing, and the Construction of the Brickwork of Tunnels ; with the 
Amount of Labour required for, and the Cost of the various Por- 
tions of the Work. By Fredk. W. Simms, F.R,A.S., F.G.S., 
M. Inst C.E., Author of "A Treatise on the Principles and 
Practice of Levelling," &c. &c Second Edition, revised by W. 
Davis Haskoll, CivU Engineer, Author of "The Engineer's 
Fidd-Book," &c. &c. With 16 large folding Plates and n^eious 
Woodcuts. Imperial 8yo, \L ix, «loth. 
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Strength of Cast Iron^ &c. 

A PRACTICAL ESSAY on the STRENGTH of CAST IRON 
and OTHER METALS. By the late Thomas Tredgold, Mem. 
Inst. C.E., Author of ** Elementary Principles of Carpentry," &c. 
Fifth Edition, Edited by Eaton Hodgkinson, F.R.S. ; to 
.which are added EXPERIMENTAL RESEARCHES on the 
STRENGTH and OTHER PROPERTIES of CAST IRON. 
By the Editor. The whole Illustrated with 9 Engravings and 
numerous Woodcuts. 8vo, 12^. dotfa. 

%* Hodgkinson's Experimental Researches on the 
Strength and Other Properties of Cast Iron may be had 
separately. With Engravings and Woodcuts. 8vo, price or. doth. 

The High-Pressure Steam Engine. 

THE HIGH-PRESSURE STEAM ENGINE ; an Exposition 
of its Comparative Merits, and an Essay towards an Improved 
System of Construction, adapted especially to secure Safety and 
Economy. By Dr. Ernst Alban, Practical Machine Maker, 
Plau, Mecklenberg. Translated from the German, with Notes, by 
Dr. Pole, F.R.S., M. Inst. C.E., &c &c. With 28 fine Plates, 
8vo, idx. (id, cloth. 

"A work like this, which goes thorough! jr into the examination of the high-iuressure 
engine, the boiler, and its appendages, &c., is exceedinely useftil, and deserves a place 
in every scientific library.'*— %S*/ra/« Shipping ChronkU, 

Steam Boilers, 

A TREATISE ON STEAM BOILERS : their Strength, Con- 
struction, and Economical Working. By Robert Wilson, late 
Inspector for the Manchester Steam Users* Association for the 
Prevention of Steam Boiler Explosions, and for the Attainment of 
Economy in the Application of Steam. i2mo, cloth boards, 328 
pages, price dr. 

Tables of Curves. 

TABLES OF TANGENTIAL ANGLES and MULTIPLES 
for setting out Curves from 5 to 200 Radius. By Alexander 
Beazeley, M. Inst C.E. Printed on 48 Cards, and sold in a 
cloth box, waistcoat-pocket size, price y, 6d, 

** Each table is printed on a small card, which, being placed on the theodolite, leaves 
the hands free to man^ulate the instnunent — no small advantage as regards the rapidity 
of work They are clearly printed, and compactly fitted into a small case for th6 
pocket — an arrangement that will recommend them to all practical mtsi."'— Engineer. 

" Very handy : a man may know that all his day's work must fall on two of these 
cards, which he puts into his own card-case, and leaves the rest behind."— .^MrmrwM. 

Laying Out Curves. 

THE FIELD PRACTICE pf LAYING OUT CIRCULAR 
CURVES for RAILROADS. By JOKii CT^b^tst^xs^i^^J 
(Extracted irom Simms's Work on iJeveV!^^. ^no, V* ~ 
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Estimate and Price Book. 

THE CIVIL ENGINEER'S AND CONTRACTOR'S ESTI- 
MATE AND PRICE BOOK for Home or Foreign Service : 
in reference to Roads, Railwa3rs, Tramways, Docks, Harbours, 
Forts, Fortifications, Bridges, Aqueducts, Tunnels, Seweis, Water- 
works, Gasworks, Stations, Barracks, Warehouses, &c &c &c. 
With Specifications for Permanent Way, Telegraph Materials, 
Pknt, Maintenance, and Working of a Railway ; and a Priced List 
of Machinery, Plant, Tools, Ac. By W. D. Haskoll, C.E. 
Plates and Woodcuts. Published annually. 8vo, doth, ds, 
" JJU fumisbiig a variety of data on every conceivaUe want to civil engineers and 
contractors, this book has ever stood po-haps unrivalled." — Architect. 

Surveying (Land and Marine), 

LAND AND MARINE SURVEYING, in Reference to the 
Preparation of Plans for Roads and Railways, Canals, Rivers, 
Towns* Water Supplies, Docks and Harbours ; with Description 
and Use of Surveymg Instnunents. By W. Davis Haskoll, C. E., 
Author of "The Engineer's Field Book," "Examples of Bridge 
and Viaduct Construction," &c. Demy 8vo, price izr. 6^?! cloth, 
with 14 folding Plates, and numerous Woodcuts. 
" A most useful ana well arranged book for the aid of a student .... We 

can stronely recommend it as a carefully-written and valuaUe text4>ook.'' — Builder. 
** Mr. Haskoll has knowledge and ejgperience, and can so give expression to it as 

to make any matter on which he writes, clear to the youz^est pupil in a surveyor's 

office.** — Colliery Guardian. 
" A volume which cannot fail to prove of the utmost practical utility. . ... It 

is one which may be safely recommended to all students who a^ire to become clean 

and expert surveyors." — Mining youmal. 

Engineering Fieldwork, 

THE PRACTICE OF ENGINEERING FIELDWORK, 
applied to Land and Hydraulic, Hydrographic, and Submarine 
Surveying and Levelling. Second Edition, revised, with consider- 
able additions, and a Supplementary Volume on WATER- 
WORKS, SEWERS, SEWAGE, and IRRIGATION. By \V. 
Davis Haskoll, C.E. Numerous folding Plates. Demy 8vo, 2 
vols, in one, cloth boards, i/. \s. (published at 2/. 4J.) 

Mining Surveying and Valuing, 

THE MINERAL SURVEYOR AND VALUER'S COM- 
PLETE GUIDE, comprising a Treatise on Improved Mining 
Surveying, with new Traverse Tables ; and Descriptions of Im- 
proved Instruments ; also an Exposition of the Correct Principles 
of La3dDg out and Valuing Home and Foreign Iron and Coal 
Mineral Properties: to which is appended M. THOMAN*S (of 
the Cr^it Mobilier, Paris) TREATISE on COMPOUND IN- 
TEREST and ANNUITIES, with LOGARITHMIC TABLES. 
By William Lintern, Mining and Civil Engineer. i2mo, 
strongly bound in cloth boards, with four Plates of Diagrams, 
Plans, &c., price lor. dd, 
'Cbntains much valuable informaXlon raven, in. a small compass, and whidi, as &r 
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Fire EngineeHng. 

FIRES, FIRE-ENGINES, AND FIRE BRIGADES. With 
a History of Fire-Engines, their Construction, Use, and Manage- 
ment ; Remarks on Fire-Proof Buildings, and the Preservatiacn of 
Life from Fire ; Statistics of the Fire Appliances in English 
Towns ; Foreign Fire Systems ; Hints on Fire Brigades, &c., &c. 
By Charles F, T. Young, C.E. With numerous Illustrations, 
handsomely printed, 544 pp»., demy Svo, price i/. 4^. cloth. 
"We can most heartily commend this book. .... It is really the only English 
work we now have upon the subject.** — Et^ituerif^. 

" We strongly recommend the book to the notice of all who are in Uny tray in- 
terested in fires, fire-engines, or fire-lmgades." — Mechanics* MagwUne^ 

Mamial of Mining Tools. 

MINING TOOLS. For the use of Mine Managers, Agents, 
Mining Students, &c. By William Morgans, Lecturer on Prac- 
tical Mining at the Bristol School of Mines. Volume of Text 
lamo. Wi£ an Atlas of Plates, containing 235 Illustrations. 4t»» 
Together, price 9j. cloth boards. [Recently pMisked, 

" Students in the Science of Mining, and not only they, but subordinate c^dals in 

mines, and even Overmen, Captains, Managers, and Viewers may gain practioal 

knowledge and useful hints by the study ^ Mr. Morgans's Manuiil.*'— -CtfAHrf^K 

Guardian. 
"A very valuable work, which will tend mAterially to improve oar mining Ulem- 

ture.'*— ilfmm^ yonmal. 

Gas and Gasworks, 

A TREATISE on GASWORKS and the PRACTICE of 
MANUFACTURING and DISTRIBUTING COAL GAS. 
By Samuel Hughes, C.E. Third Edition, revised by W. 
Richards, C.E. With 68 Woodcuts, bound in cloth boards, 
i2mo, price 4^. 

Waterworks for Cities and Towns, 

WATERWORKS for the SUPPLY of CITIES and TOWNS, 
with a Description of the Principal Geological Formations of 
England as influencing Supplies of Water. By Samuel Hughbs, 
F.G.S., Civil Engineer. New and enlarged edition, i2mo, doA 
boards, with numerous Illustrations, price 5j. 
" One of the most convenient, and at the same time reliable works on a subject, 
the vital importance of which cannot be over-estimated." — Bradford Observer. 

Coal and Coal Mining, 

COAL AND COAL MINING : a Rudimentary Treatise on. By 

Warington W. Smyth, M.A., F.R.S., &c.. Chief Ini^)ector 

of the Mines of the Crown and of the Duchy of ComwalL New 

edition, revised and corrected. i2mo., cloth boards, with nume* 

reus Illustrations, price 4r. td, 

" Every portion of the volume appears to have been prepared with much care, and 

as an outlme is given of everv known coal-field in this and other countries, as well as 

of the two principal methods of working, the book will doubtless interest a very 

large number of readers." — Mining yourntd. 

'Certainly experimental skill and rule-of-thumb practice would be sreaikiM «3^- 
riched \iy the addition of the theoretical knowledge asid wA.«v>a^cSaDlSatTOa55i^'ft-''^«^^ 
Mr. Warington Smyth communicates in combmaUoivvr^ ^Jc^t x«»3J»X& q'L\»&««'^^"*'" 
penence and personal research." — Colliery Guardian, 
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Field-Book for Engineers. 

THE ENGINEER'S, MINING SURVEYOR'S, and CON- 
TRACTOR'S FIELD-BOOK. By W. Davis Haskoll, Civil 
Engineer. Third Edition, much enlarged, consisting of a Series 
of Tables, with Rules, Explanations of Systems, and Use of Theo- 
dolite for Traverse Surveying and Plotting the Work with minute 
accuracy by means of Straight Edge and Set Square only ; Levelling 
with the Theodolite, Cas^[ig out and Reducing Levels to Datum, 
and Plotting Sections in the ordinary manner; Setting out Curves 
with the Theodolite by Tangential Angles and Multiples with Right 
and Left-hand Readings of the Instrument; Setting out Curves 
without Theodolite on ttie System of Tangential Angles by Sets of 
Tangents and Offsets ; and Earthwork Tables to 80 feet deep, cal- 
culated for every 6 inches in depth. With niunerous wood-cuts, 
i2mo, price I2J. cloth. 

■"A very useful work for the practical engineer and surveyor. Every person 
engaged in engineering field operations will estimate the importance of sudi a work 
and uie amount of valuable time which will be saved by reference to a set of reliable 
tables prepared with the accuracy and fulness of those given in this volume." — Rail- 
vtay News. 

" The book is very handy, and the author might have added that die separate tables 
of sines and tangents to every minute will make it useful for many other purposes, the 
genuine traverse tables existmg all the 8auaic*'-~AtAef$afum, 

** The work forms a handsome pocket volume, and cannot fail, from its portability 
and utility, to be extensively patronised by the engineering profession.''— JI/mm^ 

'"We strongly recommend this second edition of Mr. Hask<^'s ' Field Book' to all 
classes of surveyors." — ColUery Guardian, 

Earthwork^ Measurement and Calculation of. 

A MANUAL on EARTHWORK. By Alex. J. S. Graham, 
C.E., Resident Engineer, Forest of Dean Centnd Railway. With 
numerous Diagrams. i8mo, 2j. dd. doth. 

'' As a really handv book for reference, we know of no work equal to tt ; and the 
radlway engineers and others employed in the measurement and calculation of earth, 
work will tmd a great amount of p«actical information very admiraUy arranged, and 
avaihible for general or rough estimates, as well as for tlie more exact calculations 
required in the engineers' contractor's offices." — Artizan, 

Harbours. 

THE DESIGN and CONSTRUCTION of HARBOURS : A 
Treatise on Maritime Engineering. By Thomas Stevenson, 
F.R.S.E., F.G.S., M.I.C.E. Second Edition, containing many 
additional subjects, and otherwise generally extended and revised. 
With 2Q Plates and numerous Cuts. Small 4to, 15/. dloth. 

Mathematical and Drawing Instruments. 

A TREATISE ON THE PRINCIPAL MATHEMATICAL 
AND DRAWING INSTRUMENTS employed by the Engineer, 
Architect, and Surveyor. By Frederick W. Simms, M. Inst. 

CJE., Author of " Practical Tutaiftmii^," &ft. Third Edition, with 

xiamerous Cuts. i2mo, price y. 6d. Qiol^ 
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Bridge Construction in Masonry ^ Timber y & Iron. 

EXAMPLES OF BRIDGE AND VIADUCT CONSTRUC- 
TION OF MASONRY, TIMBER, AND IRON ; consisting of 
46 Plates from the Contract Drawings or Admeasurement of select 
Works. By W. Davis Haskoll, C.E. Second Edition, with 
the addition of 554 Estimates, and the Practice of Setting out Works, 
illustrated with 6 pages of Diagrams. Imp. 4to, price 2/. I2J. 6df. 
half-morocco. 



*• One of the very few works extant descending to the level of ordinary routine, and 
treating on the common every-day practice of me railway engineer. ... A work of 
the present nature by a man of Mr. HaskoU's experience, must prove invaluable to 
hundreds. The tables of estimates appended to this edition will considerably enhance 
its value." — Engitieering. 

Mathematical Instruments y their Constructiony &c. 

MATHEMATICAL INSTRUMENTS : their CONSTRUC- 
TION, ADJUSTMENT, TESTING, AND USE; comprismg 
Drawing, Measuring, Optical, Surveying, and Astronomical Instru- 
ments. Bv J. F. Heather, M.A., Author of "Practical Plane 
Geometry," * 'Descriptive Geometry," &c. Enlarged Edition, for 
the most part entirely rewritten. With numerous Wood-cuts. 
i2mo, cloth boards, price 5^. 

Oblique Arches, 

A PRACTICAL TREATISE ON THE CONSTRUCTION of 
OBLIQUE ARCHES. By John Hart. Third EdiUon, with 
Plates. Imperial Svo, price &r. cloth. 

Oblique Bridges. 

A PRACTICAL and THEORETICAL ESSAY on OBLIQUE 
BRIDGES, with 13 large folding Plates. By Geo. Watson 
Buck, M. Inst. C.E. Second Edition, corrected by W. H. 
Barlow, M. Inst. C.E. Imperial Svo, I2J. doth. 
"The standard text-book for all engineers regarding skew arches, is Mr. Buck's 
treatise, and it would be impossible to consult a better."— ^^^W^r. 

WeaUs Series of Rudimentary Works. 

These hl^y popular and cheap Series of Books, now oomprUing 
nearly Three Hundred distinct Works in almost every department of 
Boience, Art, and Xdncation, are recommended to the notice of Xn- 
gineers, Architects, Btdlders, Artizans, and Stndents generally, as well 
as to those interested in Workmen's Xiibraries, Tree Ubraries, Idterary 
and Scientific Institutions, Colleges, Schools, Scien ce Gl asses, *c., fto. 
*^* Lists may be had on application to IiOOEWOOD A OO. 

Wealis Dictionary of Terms in Architecture^ 
Engineerings Arty &c. 

A DICTIONARY of TERMS used in ARCHITECTURE, 
BUILDING, ENGINEERING, MINING, METALLURGY, 
ARCHAEOLOGY, the FINE ARTS, &c. By John Weale. 
Fourth Edition, enlarged and revised by Robert Hunt^ ¥.^J5i.^^ 
Keeper of Mining Records, Editor ol *^\3t^^T^viN^sswKr5 ^^. tcsSs.^' 
&c. i2mOf doth boards, price 6j, 
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ARCHITECTURE, &c. 

Construction. 

THE SCIENCE of BUILDING : an Elementary Treatise on 

the Principles of Construction. By E. Wyndham Tarn, M.A., 

Architect. Illustrated with 47 Wood Engiraivings. Demy 8vo, 

price &f. 6d, cloth. \Recently published. 

•* A very valuable book, which we strongly recommend to all students." — Builder. 

** While Mr. Tarn's valuable little volume is quite suflSciently scientific to answer 

the purposes intended, it is written in a style that will deservedly make it popular. 

The dii^rams are numerous and exceedingly well executed, and the treatise does 

credit al^e to the author and the publisher.'— iS'nt^TW^/r. 

'* No architectural student should be without this hand-book of oanstmctiaDal 
knowledge." — Architect. 

"The book is very far from bdng a mere compilation ; it b an able digest of 
infonaatioii which is only to be fotmd scattered throuf^ various wotics, and contains 
move really original writing than many putting forth fax strongerdaimr to originality.'' 
—EngineeriHg. 

Beaton's Pocket Estimator. 

THE POCKET ESTIMATOR FOR THE BUILDING 
TRADES, being an easy method of estimating the various parts 
of a Building collectively, more especially applied to Carpenters' 
and Joiners' work, priced according to the present value of material 
and labour. By A. C. Beaton, Author of * Quantities and 
Measurements.' 33 Woodcuts. Leather, waistcoat-pocket size, ar. 

Beaton^sBuilders^ and Surveyors Technical Guide, 

THE POCKET TECHNICAL GUIDE AND MEASURER 
FOR BUILDERS AND SURVEYORS : containing a Complete 
Explanation of the Terms used in Building Construetion, Memo- 
randa for Reference, Technical Directions for Measuring Work in 
all the Building Trades, with a Treatise on the Measurement ot 
Timbers, and Complete Specifications for Houses, Roads, and 
Drains. By A- C. Beaton, Author of * Quantities and Measure- 
ments.' With. 19 Woodcuts. Leather. Waistcoat pocket size. zr. 

[Now ready. 

Villa Architecture. 

A HANDY BOOK of VILLA ARCHITECTURE ; being a 
Series of Desje^ns for Villa Residences ini various Styles. With 
Detailed Specifications and Estimates. By C. WiCKES, Architect, 
Author of " The Spires and Towers of the Mediaeval Churches of 
England," &c First Series, conasting of 30 Plates ; Second 
Series, 31 Plates. Complete in I vol., 4to, price 2/. lar. half 
morocco. Either Series separate, price i/. 7j. each, half morocco. 
" The whole of the designs bear evidence of their being the work of an artistic 

architect, and they will prove very valuable and suggestive to architects, students, and 

amateurs." — Building News. 

The Architect's Guide, 

THE ARCHITECT'S GUIDE 5 or, Office and Pocket Com- 
panion for Engineers, Architects, Land and Building Surveyors, 
Contractors, Builders, Cl€t\LS ot ^ox\l'&, &.<:. By W. Davis 
Kaskoia^ C.E., R. W. BiiAA^GS, KxOoiXA^ai, ^ . ^^isssss.^ ^d 
P. Thomv^oia. With numexoxxs ^x^efosveoXj \3i Or. ^S^^-^vs., 
CK, &C. Woodcuts, i2mo, cVotV, v^c^ ^^- ^^- 
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Vitruviu^ Architecture, 

THE ARCHITECTURE OF MARCUS VITRUVIUS 
POLLIO. Translated by Joseph Gwilt, F.S.A., F.R.A.S. 
Numerous Plates. 121110, cloth limp, price 5^, 

The Young Architects Book, 

HINTS TO YOUNG ARCHITECTS. By George Wight- 
WICK, Architect, Author of " The Palace of Architecture," &c. &c. 
Second Edition. With numerous Woodcuts. 8vo, 7^., extra cloth. 

Drawing for Builders and Students. 

PRACTICAL RULES ON DRAWING for the OPERATIVE 
BUILDER and YOUNG STUDENT in ARCHITECTURE. 
By George Pyne, Author of a ** Rudimentary Treatise on Per- 
spective for Beginners." With 14 Plates, 4to, 7j. 6^., boards. 

Contents. — I. Practical Rules on Drawing— Outlines. II. Ditto— the Grecian 
and Roman Orders. III. Practical Rules on Drawing— Perspective. IV. Practical 
Rules on Light and Shade. V. Practical Rules on Colour, &c. &c. 

Drawing for Engineers^ &c, 

THE WORKMAN'S MANUAL OF ENGINEERING 
DRAWING. By John Maxton, Instructor in Engineering 
Drawing, South Kensington. Second Edition, carefully revised. 
With upwards of 300 Plates and Diagrams. i2mo, cloth, 
strongly bound, 4J. 6^. 

" Even accomplished draughtsmen will find in it much that will be of use to them. 
A copy of it should be kept for reference in every drawing office." — Mngineering. 

** An indispensable book for teachers of engineering drawing." — Mechanics* 
Magazine. 

Cottages, Villas, and Country Houses. 

DESIGNS and EXAMPLES of COTTAGES, VILLAS, and 
COUNTRY HOUSES; being the Studies of several eminent 
Architects and Builders ; consisting of Plans, Elevations, and Per- 
spective Views ; with approximate Estimates of the Cost of each. 
In 4to, with 67 plates, price i/. u., cloth. 

Builders Price Book. 

THE BUILDER'S AND CONTRACTOR'S PRICE BOOK 
for 1874 (Lock wood & Co.'s), with which is incorporated Atchley*s 
Builder's Price- Book and the Illustrated Price-Book, containing the 
present prices of all kinds of Builders' Materials and Labour, and 
of all Trades connected with Building; with Memoranda and 
Tables required in making Estimates and taking out Quantities, and 
Lists of the Members of the Metropolitan Board of Works, of 
Districts, District Officers, and District Surveyors, and the Metro- 
politan Bye-laws, with Five Plates, containing Plans, Elevations, 
and Views of Mansions, Villas, and Cottages, and a Specification* 
Fcap. 8vo, strongly half-bound, price ^. 
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Handbook of Specifications. 

THE HANDBOOK OF SPECIFICATIONS; or, Practical 
Guide to the Architect, Engineer, Surveyor, and Builder, in drawing 
up Specifications and Contracts for Works and Constructions. 
lUustrated by Precedents of Buildings actually executed by eminent 
Architects and Engineers. Preceded by a Prelimixiary Essay, and 
Skeletons of Specifications and Contracts, &&, &c., and explained 
by numerous Lithograph Plates and Woodcuts. By Professor 
Thomas L. Donaldson, President of the Royal Institute of British 
Architects, Professor of Architecture and Construction, University 
College, London, M.I.B.A., Member of the various European 
Academies of the Fine Arts. With A Review of the Law of 
Contracts, and of the Responsibilities of Architects, Engineers, 
and Builders. By W. Cunningham Glen, Barrister-at-Law, of 
the Middle Temple. 2 vols., 8vo, with upwards of iioopp. of 
text, an^ 33 Lithographic Plates, doth, 2/. 2j. (Published at 4/.) 
" In these two volumes of z,zoo pa^ (together), forly-four sp^sfications of executed 
works are given, including the speci&ations for parts of the new Houses of ParUament, 
by Sir Charles Barry, and for the new Royal Exchai^e, by Mr. Tite, M.P. 

"Amongst the other known buildings, the specifications of which are given, are 
the Wiltshire Lunatic Asylum (Wyatt and Brandon) ; Tothill Fields Prison (R. Abra- 
ham) ; the City Prison, Holloway (Bunning) ; the High School, Edinbux]^ (Hamilton] ; 
Clothworkers Hall, London (Angel) ; Wellington College, Sandhurst (J. Shaw) ; 
Houses in Grosvenor Square, and elsewhere ; St Geoige's CSiurch, Doncaster 
(Scott) ; several works of smaller size by the Author, including Messrs. Shaw's Ware- 
nouse in Fetter Lane, a very succ^sful elevation ; the Newcastle-upon-Tvne Railway 
Station (J. Dobson) ; new Westminster Bridge (Page) ; the High Levd Bridge, New- 
castle (R. Stephenson) ; various works on the Great Northern Railwav (Brydone) ; 
and one French specification for Houses in the Rue de Rivoli, Paris (MM. Armand, 
HittorlT. Pellechet, and Rohault de Fleury, architects). The majority of the specifi- 
cations nave illutrations in the shape of elevatimis and plans. 

"About 140 pages of the second volume are appropriated to an exposition of the 
law in relation to the legal liabilities of engineers, architects, ctmtractors, and builders, 
by Mr. W. Cunningluun Glen, Barrister-at-law ; intended rather for those persons 
than for the legal practitioner. Donaldson's Handbook of Specifications must be 
bought by all architects." — Builder, 

Specificatiofis for Practical Architecture. 

SPECIFICATIONS FOR PRACTICAL ARCHITECTURE: 

A Guide to the Architect, Engineer, Surveyor, and Builder ; with 

an Essay on the Structure and Science of Modem Buildings. By 

Frederick Rogers, Architect. With numerous Illustrations. 

Demy 8vo, price 15J., cloth. 

*** A volumeof specifications of a practical character being greatly required, and the 

old standard work of Alfred Bartholomew bemg out of print, the author, on the basts 

of that work, has produced the above. Some of the specifications he has so adtered 

as to bring in the now universal use of concrete, the improvements in drainage, the 

use of iron, glass, asphalte, and other material. He has also inserted specifications 

of works that have been erected in his own practice. 

The House-Owner^ s Estimator. 

THE HOUSE-OWNER'S ESTIMATOR ; or, What wUl it 
Cost to Build, Alter, or Repair? A Price-Book adapted to the 
Use of Unprofessional People as well as for the Architectural 
Surveyor and Builder. By the late James D Simon, A.R.I.B. A. 
Edited and Revised by Francis T. W. Miller, Surveyor. With 
numexoyx'& Illustrations. Ciown %\o, dolVi^ Thrice y, 6d. [Ready. 
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Grantham s Iron Ship-Buildings enlarged. 

ON IRON SHIP-BUILDING ; with Practical Examples and 
Details. Fifth Edition. Imp. 4to, boards, enlarged from 24 to 40 
Plates (21 quite new), including the latest Examples. Together 
with separate Text, i2mo, cloth limp, also considerably enlarged. 
By John Grantham, M. Inst, C.E., &c Price 2/. 2j. complete. 



Description of Plates, 



X. 



a. 



4« 
5. 



8. 



o. 



z. 
3. 



5. 



5« 



Hollow and Bar Keds, Stem and 
Stem Posts. [Pieces. 

Side Frames, Floorines, and Bilge 

Floorings r^w/Zmv^^— Keelsons, Deck 
Beams, Gunwales, and Stringers. 

Gimwales continued — Lower Decks, 
and Orlop Beams. 

Gimwales and Deck Beam Iron. 

Angle-Iron, T Iron, Z Iron, Bulb 
Iron, as Rolled for Building. 

Rivets, shown in section, natinral size ; 
Flush and Lapped Joints, with 
Single and Double Riveting. 

Plating, three plans ; Bulkheads and 
Modes of Securing them. 

Iron Masts, with Longitudinal and 
Transverse Sections. 

Sliding Keel, Water Ballast,Moulding 
the Frames in Iron Ship Building, 
Levelling Plates. 

Longitudinal Section, and Half- 
breadth Deck Plan of Large Vessels 
on a reduced Scale. 

Midship Sections of Three Vessels. 

Large Vessel^ showing Details — Fore 
End in Section, and End View, 
with Stem Post, Cmtches, &c 

Large KAfiir/,showing Details— .<4^^r 
End in Section, with End View, 
Stem Frame for Screw, and Rudder. 

Lar^e K(fM^/, showing Details— il/«ie/- 
ship SectionAiam breadth. 

Marines for Punching and Shearing 
Plates and Angle-Iron, and for 
Bending Plates ; Rivet Hearth. 

Beam-Bending Machine, Indepen- 
dent Shearing, Punching and Angle- 
Iron Machine. 



X53. Double Lever Punching and Shearing 
Machine, arranged for cutting 
Anele and T Iron, with Dividing 
Table and Engine. 

x6. Machines. — Garforth's Riveting Ma- 
chine, Drilling and Counter-Smking 
Machine. 

x6a. Plate Planing Machine. 

Air Furnace for Heating Plates and 
Angle-Iron : Various Too\& used in 
Riveting and Plating. 
Gunwale ; Keel and Flooring ; Plan 
for Sheathing with Copper. 

X Za. Grantham's Improved Plan of Sheath- 
ing Iron Ships with Copper. 
Illustrations of the Mag;netic Condi- 
tion of various Iron Ships. 
Gray's Floating Compass and Bin- 
nacle, with Adjusting Masmets, &c. 
Corroded Iron Bolt in Frame of 
Wooden Ship ; Jointing Plates. 

33-4. Great Eastern — Longitudinal Sec- 
tions and Half-breadth Plans— Mid- 
ship Section, with Details — Section 
in Engine Room, and Paddle Boxes. 

35-6. Paddle Steam Vessel of SteeL 

37. Scarbrougk-^Vzid^^ Vessel of Steel. 

38-9. Proposed Passenger Steamer. 

30. Persianr—lTGn^ Screw Steamer. 

31. Midship Section of H.M. Steam 

Frisate, Warrior. 
33. Mid&hip Section of H.M. Steam 
Frigate, Hercules. 

33. Stem, Stern, and Rudder of H.M. 

Steam Fri^te, Bellerophon. 

34. Midship Section of H. M. Troop Ship, 

Serapis. 

35. Iron Floating Dock. 



X7 



x8. 



»9. 



30. 



3X. 



" A thoroughly practical work, and every question of the many in relation to iron 
dipping which suimit of diversity of opinion, or have various and conflicting personal 
aterests attached to them, is treated with sober and impartial wisdom and good sense. 

. . . As good a volume for the instruction of the pupil or student or iron naval 
rchitecture as can be found in any language."— i'nKr/Mra/ Mechanic^ Journal, 

** A very elaborate work. . . . It forms a most valuable addition to the history 
f iron shipbuilding, while its having been prepared by one who has made the subject 
is study for many years, and whose qualifications have been repeatedly recognised, 
rill recommend it as one of practical utility to all interested in shipbuilding.'*— .<4rmty 
nd Navy Gazette. 

^ocket'Book for Marine Engineers. 

A POCKET-BOOK FOR MARINE ENGINEERS. Contain- 
ing Useful Rules and Formulae in a compact form. By Frank 
Proctor, Associate of the Institution of Naval Architects. 
Royal 32mo, oblong, leather, gilt edges, price V» \Read•^^. 
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CARPENTRY, TIMBER, &c. 

1 

TrtdgolcCs Carpentry y neWy enlarged^ and cheaper 
Edition. 

THE ELEMENTARY PRINCIPLES OF CARPENTRY: 
a Treatise on the Pressure and Equilibrium of Timber Framiog, the 
Resistance of Timber, and the Construction of Floors, Arches, 
Bridges, Roofs, Uniting Iron and Stone with Timber, &c To which 
is added an Essay on the Nature and Properties of Timber, &c., 
with Descriptions of the Kinds of Wood used in Building ; also 
numerous Tables of the Scantlings of Timber for different purposes, 
the Specific Gravities of Materijds, &c. By Thomas Tredgold, 
C.E. Edited by Peter Barlow, F.R.S. Fifth Edition, cor- 
rected and enlarged. With 64 Plates (i i of which now fbrst appear 
in this edition), Portrait of the Author, and several Woodcuts. lu 
I vol., 4to, published at 2/. zr., reduced to i/. 5j., doth. 

^ *' 'Tredgold's Carpentry' ought to be in every architect's and every builder's 
lihranr, and those who do n(^ already possesi it ought to avail themaelves of the new 
issue. — Buiider. 

**A work «4u)6e monumental excdlence must commend it wherever skilful car- 
]»entry is concecned. The Author's principles are rather on^rmed than impaired by 
time, and, as now presented, combine the surest base with the most interesting display 
of progressive science. The additional plates are of great intrinsic yalvut,**— Building 
Nitms. 

** * Tredgold's Carp e ntry* has ever held a high position, and die issue of the fifth 
edition, in a still more improved and enlarged form, will ^ve satisfaction to a very 
large number erf* wtLsaiis who desire to raise themselves m their business, and ^0 
seek to do so by disidaying a greater amount of knowledge and intdligence than their 
fellow-workmen. It is as complete a work as need be desired. To the superior 
workman the volume will prove invaluable ; it contains treatises vrzitten in language 
which he will readily comprehend." — Mining youmaL 

Grandys Timber Tables. 

THE TIMBER IMPORTER'S, TIMBER MERCHANT'S, 

and BUILDER'S STANDARD GUIDE. By Richard E 

Grandy. Comprising : — An Anal3rsis of Deal Standards, Home 

and Foreign, witti comparative Values and Tabidar Arrangements 

for Fixing Nett Landed Cost on Baltic and North American Deals, 

including all intermediate Expenses, Freight, Insurance, Duty, &c, 

&C. ; together with Copious Information for the Retailer and 

Builder. i2mo, price 7j. 6^. cloth. 

" Everydiing it pretends to be : built up gradually, it leads one from a forest to a 

" " ' iht ' 




of the content5,taken at random, is invariably correct.*' — Illustrated Builder's Jc*"^- 

Tables for Packing- Case Makers. 

PACKING-CASE TABLES; showing the number of Superficial 

Feet in Boxes or Packing-Cases, from six inches square and 

upwards. Compiled by William Richardson, Accountant. 

Oblong 4to, cloth, price 3J. 6d. 

"Will save much labour and ca\cu\a.\.\Qiu to '^^c^oaN^-caab TBakers and tfiose who use 
paclcui£:-cases. ' ' — Grocer, * * luvaXvia^Afc Xo^iova-saNva-s^ \aW«C* — Ironmdii^. 
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JicJwlsofi! s Carpenter^ s Guide. 

THE CARPENTER'S NEW GUH)E ; or, BOOK of LINES 
for CARPENTERS : comprising all the Elementary Principles 
essential for acquiring a knowledge of Carpentry. Founded on the 
late Peter Nicholson's standard work. A new Edition, revised 
by Arthur Ashpitel, F.S.A., together with Practical Rules on 
I^rawing, by George Pyne. With 74 Plates, 4to, i/. u. cloth. 

Jowsing^s Timber Merchanfs Companion. 

THE TIMBER MERCHANT'S AND BUILDER'S COM- 
PANION ; containing New and Copious Tables of the Reduced 
Weight and Measurement of Deals and Battens, of all sizes, from 
One to a Thousand Pieces, and the relative Price that each sixe 
bears per Lineal Foot to any given Price per Petersbupgh Standard 
Himdred ; the Price per Cube Foot of Square Timber to any ghren 
Price per Load of 50 Feet ; the proportionate Value of D^ls and 
Battens by the Standard, to Square Timber by the Load of 50 Feet ; 
the readiest mode of ascertaining the Price of Scantling per Linesd 
Foot of any siz^, to any given Figure per Cube Foot. Also a 
variety of other valuable information. By William Dowsing, 
Timber Merchant. Second Edition. Crown 8yo, 3^. doth. 

" Everything is as concise and clear as it can possibly be made. There can be no 
•ubt that every timber merchant and builder ought to possess it" — Hull Aebmrtiser. 

^ifnber Freight Book. 

THE TIMBER IMPORTERS' AND SHIPOWNERS* 
FREIGHT BOOK : Being a Comprehensive Series of Tables for 
the Use of Timber Importers, Captains of Ships, Shipbrokers, 
Builders, and all Dealers in Wood whatsoever. By William 
Richardson, Timber Broker, author of ** Packing Case Tables," 
&c. Crown 8vo, cloth, price 6j. 



MECHANICS, &c. 



Mechanics Workshop Companion. 

THE OPERATIVE MECHANIC'S WORKSHOP COM- 
PANION, and THE SCIENTIFIC GENTLEMAN'S PRAC- 
TICAL ASSISTANT ; comprising a great variety of the most 
useful Rules in Mechanical Science ; with mmierous Tables of Prac- 
tical Data and Calculated Results. By W. Templbton, Author 
of **The Engineei's, Millwright's, and Machinist's Practical As- 
sistant." Eleventh Edition, with Mechanical Tables for Operative 
Smiths, Millwrights, Engineers, &c. ; together with several Useful 
and Practical Rules in Hydraulics and Hydrodynamics, a Tariety 
of Experimental Results, and an Extensive Table of Powers and 
Roots. II Plates. i2mo, y. boimd. ^Recently published. 

" As a text-book of reference, in which mechanical and commercial demands are 
diciously met, Templbton's Companion stands unrivalled." — ACccfuuiic^ M.aga&\ne« 
*' Admirably adapted to the wants of a very Aaxse c\aab. \X. "Vaa "OMeX. ^w£& ^tax 
ccess in the engineering workshop, as we can testify ; and <fe«ace «tt *• ^«a^.'^»:^ 
a who, in a great measure, owe their rise in\ifetothis\\XX\eN«OT\R-''— BuUdxng. wr»>»' 
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Engineers Assistant. 

THE ENGINEER'S, MILLWRIGHTS, and MACHINIST'S 
PRACTICAL ASSISTANT ; comprising a CoUection of Useful 
Tables, Rules, and Data. Compiled and Arranged, with Original 
Matter, by W. Templeton. 5th Edition. i8mo, 2j. td, cloth. 

" So much varied ioformation compressed into so small a space, and published at a 
price which places it within the reach of the hiunblest mechanic, cannot fail to com- 
mand the sale which it deserves. With the utmost confidence we commend this book 
to the attention of our readers." — Mechanics* Magazine, 

" Every mechanic should become the possessor of the volume, and a more suitable 
present to an apprentice to any of the mechanical trades could not possibly be made." 
— 'Building News, 

Designings Measuring ^ and Valuing. 

THE STUDENTS GUIDE to the PRACTICE of MEA- 
SURING, and VALUING ARTIFICERS' WORKS ; containing 
Directions for taking Dimensions, Abstracting the same, and bringing 
the Quantities into Bill, with Tables of Constants, and copioos 
Memoranda for the Valuation of Labour and Materials in the re* 
spective Trades of Bricklayer and Slateiv Carpenter and Joiner, 
Painter and Glazier, Paperhanger, &c. With 43 Plates and Wood- 
cuts. Originally edited by Edward Dobson, Architect. New 
Edition, re-written, with Additions on Mensuration and Construe- 
tion, and several useful Tables for facilitating Calculations and 
Measurements. By E. Wyndham Tasj^, M.A., Architect. Sto, 
lOr. 6d, cloth. \RecerUly pUbUML 

" This useful book should be in every architect's and builder's office. Tt contains 
a vast amount of information absolutdy necessary to be known."— Z^r IriskBuilder. 

" The book is well worthy the attention of the student in architecture and sunreytDfr 
as by the careful study of it his progress in his profession will be much facilitatfid,**— 
Mining Journal. 

** We have failed to discover anythine connected with the building trade, from ex- 
cavating foundations to bell-hangmg, uat is not fully treated upon in this valuable 
work."— Z*^ Artisan. 

** Mr. Tarn has well performed the task imposed upon Um, and has made numy 
further and valuable additions, embodying a large amount of information relating to 
the technicalities and modes of construction employed in the several branches of the 

building trade. From the extent of the information which the volume 

embodies, and the care taken to secure accuracy in every detail, it cannot fiiil to prove 
of the highest value to students, whether training in the offices of provincial vantftn, 
or in those of London ^xac^tioncrs,**— Colliery Guardian, 

** Altogether the book is one which well fulfils the promise of its tide-p«|^ and we 
can thoroughly recommend it to the class for whose use it has been compded. Mr. 
Tarn's additions and revisions have much increased the usditilness of the work, and 
have especially augmented its value to students. Finally, it is only just to the pub- 
lishers to add that the book has been got up in excellent style, the typography being 
bold and clear, and the plates very well exccat^**^£ngtneerinig. 

Superficial Measurement. 

THE TRADESMAN'S GUIDE TO SUPERFICIAL MEA- 
SUREMENT. Tables calculated from I to 200 inches in leogth, 
by I to 108 inches in breadth. For the use of Architects, Sunrejors, 
JEjigineers, Timber "M.eTc\wcj\\s, 'B\xMftT^ %l^ "^-^ '^kices Haw- 
KINGS. Fcp. 3J. W. c\ol\i. 
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MATHEMATICS, &c. 

» 

Gregorys Practical Mathematics, 

MATHEMATICS for PRACTICAL MEN ; being a dommon- 
place Book of Pure and Mixed Mathematics. Designed chiefly 
for the Use of Civil Engineers, Architects, and Surveyors. Part I. 
Pure MATHEMATics—comprising Arithmetic, Algebra, Geometry, 
Mensuration, Trigonometry, Conic Sections, Properties of Curves. 
Part II. Mixed Mathematics — comprising Mechanics in general. 
Statics, D3mamics, Hydrostatics, Hydrodynamics, Pneumatics, 
Mechanical Agents, Strength of Materials. With an Appendix of 
copious Logarithmic and other Tables. By Olinthus Gregory, 
LL.D., F.R.A.S. Enlarged by Henry Law, C.E. 4th Edition, 
carefully revised and corrected by J. R. Young, formerly Profes- 
sor of Mathematics, Belfast College; Author of "A Course of 
Mathematics," &c. With 13 Pktes. Medium 8vo, i/. u. doth. 

" As a standard woric on mathematics it has not been excelled. ** — Artizan. 

** The engineer or architect will here find ready to his hand, rules for solving nearly 
rery mathematical difficulty that may arise in ms practice. As a moderate acqtiaint- 
ace with arithmetic, algebra, and elementary geometrjr is absolutely necessary to the 
roper understanding of the most useful portions of this book, the author very wisely 
as devoted the first three chapters to those subjects, so that the most ignorant may be 
labled to master the whole of the book, without aid from any other. The rules are in 
11 cases explained by means of examples, in which every step of the process is clearly 
orked cnxC^Builder. 

'* One of the most serviceable books to the practical mechanics of the country. . 
"he edition of 1847 was fortunately entrusted to the able hands of Mr. Law, who 
ivised it thorougmy, re-wrote many chapters, and added several sections to those 
hich had been rendered imperfect by advanced knowledge. On examining the various 
nd many improvements which he introduced into the work, they seem^ sumost like a 
ew structure on an old plan, or rather like the restoration of an old ruin, not only to 
s former substance, but to an extent which meets the lars^er requirements of modem 

mes In the edition just brought out, the work has again been revised by 

'rofessor Young. He has modernised the notation throughout, mtroduced a few 
auragraphs here and there, and corrected the numerous ^pographical errors which 
ave escaped the eyes of the former Editor. Tht book is now as complete as it is 
ossible to make it. ... . We have carried our notice of this book to a greater 
mgth than the space allowed us justified, but the experiments it contains are so 
iterestin^, and the method of describing them so clear, that we may be excused for 
verstepping our limit. It is an instructive book for the student, and a Text- 
ook for him who having once mastered the subjects it treats of, needs occasionally to 
^resh his memory upon them.** — Building Newt, 

The Metric System. 

A SERIES OF METRIC TABLES, m which the British 

Standard Measures and Weights are compared with those of the 

Metric Sjrstem at present in use on the Continent By C. H, 

DowLiNG, C. E. Second Edition, revised and enlarged. 8vo, 

icxr. 6^. strongly bound. 

'* Mr. Bowling's Tables, which are well put together, come just in time as a ready 
sckoner for the conversion of one system into the o'Ctitx^-—AMenetufn. 

** Their accuracy has been certified by Professor Airy, the Astronomer-Royal.'*— 
'uUder. 

" Resolution 8.— >That advantage will be derived from the recent DubUcatI<voL <!kl 
[etric Tables, by C H. Dowling, C.E."— ^^/orto/ Section F, BritvsK Awocxatvm, 
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Inwood's TableSy greatly enlarged and improved, 

TABLES FOR THE PURCHASING of ESTATES, Freehold, 
Copyhold, or Leasehold; Annuities, Advowsons, &c, and for the 
Renewing of Leases held under Cathedral Churches, Colleges, or 
other corporate bodies ; for Terms of Years certain, and for lives ; 
also for Valoing Reversionary Estates, Deferred Annuities, Next 
Presentations, &c., together with Smart's Five Tables of Compound 
Interest, and an Ejctension of the same to Lower and Intermediate 
Rates. By William Inwood, Architect The 19th edition, with 
considerable additions, and new and valuable Tables of Lc^^thms 
ibar the more Difficult Computations of the Interest of l^ney, Dis- 
count, Annuities, &a, by M. FiDOR Thoman, of the Sedate 
Cr^t Mobilier of Paiis. l2mo, &; doth. 

%* This edition (the i^h) diners in many important parHculars 
from firmer ones. The changes consist^ first, in a more convenient 
and systematic arrangement qftheoriginal Tables^ and in the remooal 
of certain numerical errors which a very careful revision of the whole 
has enabled the present editor to discover ; and secondly, in ike 
extension ofprcutical utility conferred on the work by the introduction 
of Tables now inserted for the first time. This new and important 
matter is eUl so much actually added to Inwood's Tablxs ; nothing 
has been abstracted from the original collection: so that those who haoe 
been long in the habit of consulting Inwood for any fecial prof e> 
sional purpose will^ cts heretofore^ find the information stn^ht stiU in 
its pages, 

" Tliose interested in the purchaM and sale of estates, and in An adfostmcnt of 
compensation cases, as vnXL as in transactions in amraitksB, life insonuKe^ ttc, will 
find the i»esent edition of eminent acvnoe,"'»£ngriti*erifig; 

Geometry for ike Architect y Engineer y &c, 

PRACTICAL GEOMETRY, for the Architect, Engineer, and 
Mechanic ; giving Rules for the Delineation and Application of 
various Geometrical Lines, Figures and Curves. By E. W. Tarn, 
M.A., Architect, Author of '* The Science of Buildings" && 
With 164 Illustrations. Demy 8vo. \2s, 6d, 

** No book with the same objects in view has ever been xmblished in winch the 
clearness of the rules laid down and the illustrative diagrams have been so satis- 
factory," — Scotsman. 

Compound Interest and Annuities. 

THEORY of COMPOUND INTEREST and ANNUITIES ; 
with Tables of Logarithms for the more Difficult Computations of 
Interest, Discount, Annuities, &c., in all their Applications and 
Uses for Mercantile and State Purposes. With an elaborate Intro- 
duction. By FfeDOR Thoman, of the Soci^t^ Cr^t Mobilier, 
Paris. i2mo, cloth, 5^. 

'* A very powerful worlt, and ^e AaidioT has a very remarkable commoiid of his 
Mubfect,"—J^r0fessor A. de Morgan, 
" Wc recommend it to the notice ot actwaxves «ceA ^ccovcnXaxAs?^ — Ailtctunimu 
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SCIENCE AND ART. 

♦ 

r^e Military Sciences. 

AIDE-M£M0IRE to the MILITARY SCIENCES. Framed 
from Contributions of Officers and others connected with the dif- 
ferent Services. Originally edited by a Committee of the Corps of 
Royal Engineers. Second Edition, most carefully revised by an 
Officer of the Corps, with many additions ; containing nearly 350 
Engravings and many hundred Woodcuts. 3 vols, royal 8vo, extra 
cloth bofurds, and lettered, price 4/. lar. 

"A compendious encyclopaedia of military knowledge, to which we are greatly in* 
^Xit^**— Edinburgh Review. 

" The most comprehensive work of reference to the military and collateral sciences, 
jnong the list of contributors, some seventy-seven in number, will be found names of 
le highest distinction in HoA^exsiz^^— Volunteer Service Gasetie. 

^ield Fortification. 

A TREATISE on FIELD FORTIFICATION, the ATTACK 
of FORTRESSES, MILITARY, MINING, and RECON- 
NOITRING. By Colonel I. S. Macaulay, late Professor of 
Fortification in the R. M. A., Woolwich. Sixth Edition, crown 
8vo, cloth, with separate Atlas of 12 Plates, price I2j. complete. 

Vaval Science 

NAVAL SCIENCE : a Quarteriy Magazine for Promoting 
the Improvement of Naval Architecture, Marine Engineering, 
Steam Navigation, Seamanship. Edited by E. J. Reed, C.B., 
M.P., and late Chief Constructor of the Navy, and Joseph 
WooLLEY, M.A., LL.D., F.R.A.S. Copiously illustrated. 
Price 2 J. 6d, Now ready. Vol. II., containing Nos. 4 to 7, cloth 
boards, price 12s. 6d. 

*»* The Contributors include the most Eminent Authorities in the 
several branches of the above subjects. 

Dye- Wares and Colours. 

THE MANUAL of COLOURS and DYE-WARES: theur 
Properties, Applications, Valuation, Impurities, and Sophistications. 
For the Use of Dyers, Printers, Dry Salters, Brokers, &c. By J. 
W. Slater. Post 8vo, cloth, price yj. 6</. 

"A complete encvclopaedia of the materia tinctoria. The information given 
especting each article is full and precise, and the methods of determining the value 
f articles such as these, so liable to s^nistication, are given with dearaess, and are 
ractical as well as valuable." — Chemist and Druggist, 

Electricity. 

A MANUAL of ELECTRICITY ; including Galvanism, Mag- 

netism, Diamagnetism, Electro -Dynamics, Magno-Electricity, and 

the Electric Telegraph. By Henry M. Noad, Ph.D., F.C.S., 

Lecturer on Chemistry at St. George's Hospital. Fourth Edition, 

entirely rewritten. Illustrated by 5cx> Woodcuts. 8vo, i/. 4J. cloth. 

" The commendations already bestowed in the paees of the Lancet on the fonner 
litions of this work are more than ever merited by toe present. The accousktei w^sx 
f electricity and galvanism are not only complete m a. «ACXi>iA.c ?«nsfc,\3syxV»'"«J^^«^'«»^ 
rcr thing, are popular and interesting." — Lancet. 
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Text' Book of Electricity. 

THE STUDENTS TEXT-BOOK OF ELECTRICITY: 
duding Magnetism, Voltaic Electricity, Electro-Magnetism, 
magnetisinlMagneto-Electricity, Thermo-Electridty, and 
Telegraphy. &ing a Condensed Resume of the Theory and Ay>1 

1>lication of Electrical Science, including its latest Practical Dm^ 
opments, particularly as relating to Aerial and. Submarine Td» 
graphy. By Henry M. Noad, Ph.D., Lecturer on Chemisbjt 
St. George's Hospital. Post 8vo, 400 Illustrations, I2j. (id. doA. 

" We can recommend Dr. Noad's book for clear style, great range of sa^iect, a {dsI 
index, and a {dethora of woodcuts." — Atheiutunt, 

" A most elaborate compilation of the facts of electricity and magnetism, and of Ae 
theories which have been advanced concerning them.'* — Popular Science Remem, 

** Clear, compendious, compact, well illustrated, and well printed." — Lanai. 
'* We can strongly recommend the work, as an admirable text-book, to every stadnC 
— b^^inner or advancxd — of electricity." — Engineering: 

'* Nothing of value has been passed over,' and nodiing given but what will leadtaa 
correct, and even an exact, knowledge of the present state of electrical science."'" 
Mechanic^ MagoMine, 

" We know of no book on electricity containing so much information on e^^ei* 
mental facts as tins does, for the size of it, and no book of any size that contains ■ 
complete a range of tiucts,"—£nglisk Mechanic, 

Rudimentary Magnetism. 

RUDIMENTARY Nf AGNETISM : being a concise expoatioi 
of the general principles of Magnetical Science, and the purposei 
to whidi it has been applied. By Sir W. Snow Harris, F.R.S. 
New and enlarged Edition, with considerable additions by Dl 
Noad, Ph.D. With 165 Woodcuts. i2mo, doth, 4J. 6d. 

** There is a good index, and this volume of 4x2 pages may be considered the best 
possible manual on the subject of magnetism." — Mechanics^ Magazine. 

*' As concise and lucid an exposition of the phenomena of magnetism as we beliert 
it is possible to Mrrite." — English Mechanic. 

** Not only will the scientific student find this volume an invaluable book of refer- 
ence, but the general reader will find in it as much to interest as to inform his nuni 
Though a strictly scientific work, its subject is handled in a simple and readabk 
style. " — JUtistrated Review. 

Chemical Analysis. 

THE COMMERCIAL HANDBOOK of CHEMICAL ANA- 
LYSIS ; or Practical Instructions for the determination of the In- 
trinsic or Commercial Value of Substances used in ManufactuieSi 
in Trades, and in the Arts. By A. Normandy, Author of "Prac- 
tical Introduction to Rose's Chemistry," and Editor of Rose's 
"Treatise of Chemical Analysis." Illustrated with Woodcuts. 
{A neiv Edition of this worky revised by Dr. Noady is in preparation^ 

*' We recommend^ this book to the careful perusal of every one ; it may be truly 
affirmed to be of universal interest, and we strongly recommend it to otir r^eis as * 
guide, alike indispensable to the housewife as to the pharmaceutical practitioner."- 
Medical Times. 

'* The very best work on the subject ^Ive ■E.u^V;alv'BT«s& has yet produced.**— i^*" 
cAantc^ Magazine. 
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'ence and Art. 

THE YEAR-BqQK-rf?^TS in SCIENCE and ART ; ex- 
hibitin? the^**"'^ important Improvements and Discovenes of the 
p c* "^^^ "^ Mechanics and the Useful Arts, Natural Philosophy, 
jifectricity, Chemistry, Zoology and Botany, Geology and Mine- 
ralogy, Meteorology and Astronomy. By John Timbs, F.S.A., 
Author of "Curiosities of Science," "Things not Generally 
Known," &c. With Steel Portrait and Vignette. Fcap. 5j. cloth. 

%* This workf published annually, records the proceedings of the 
principal scientific societies, and is indispensable to all who wish to 
possess a faithful record of the latest novelties in science and the arts. 

The back Volumes, from 1861 to 1874, each containing a Steel 
Portrait, and an extra Volume for 1862, with Photograph, may still 
be had, price 5^. each. 

Persons who wish for^ concise annual summary of important scientific events will 
ieir desire in the 'Year Book of Facts.' " — Aikenaum. 

rhe standard work of its class. Mr. Timbs's ' Year Book ' is always full of sugges- 
and interesting matter, and is an excellent risutnS of the year's progress in the 
ces and the zxts,"'— Builder. 

\. correct exponent of scientific progress .... a record of abiding interest If 
ne wishes to know what progress science has made, or what has been done in any 
:h of art during the past year, he has only to turn to Mr. Timbs's pages, and 
*e to obtain the required information." — Mechanic^ Magazine. 

rhere is not a more useful or more interesting compilation than the * Year Book of 
s.' . . . The discrimination with which Mr. Timbs selects his facts, and the admi- 
manner in which he condenses into a comparatively short space all the salient 
res of the matters which he places on record, are deserving of great praise."— 
way News. 

lence and Scripture. 

SCIENCE ELUCIDATIVE OF SCRIPTURE, AND NOT 
ANTAGONISTIC TO IT ; being a Series of Essays on— i. 
Alleged Discrepancies ; 2. The Theory of the Geologists and 
Figure of the Earth ; 3. The Mosaic Cosmogony ; 4. Miracles in 
general — Views of Hume and Powell ; 5. The Miracle of Joshua — 
Views of Dr. Colenso : The Supematurally Impossible ; 6. The 
Age of the Fixed Stars— their Distances and Masses. By Professor 
J. R. Young, Author of " A Course of Elementary Madiematics," 
&c. &c Fcap. 8vo, price Sj. cloth lettered. 

Professor Young^s examination of the early verses of Genesis, in connection with 
-m scientific hypotheses, is excellent." — English Churchman. 

Distinguished by the true spirit of scientific inquiry, by 'great knowledge, by keen 
al abiUty, and by a style peculiarly clear, easy, and energetic." — Nonconformist, 

NTo one can rise from its perusal without being impressed with a sense of the sin^ 
r weakness of modem scepticism.'*— ^a/^«^ MagoMtne. 

A. valuable contribution to controversial theological literature.**— C/(y Press, 

'actual Philosophy. 

A SYNOPSIS of PRACTICAL PHILOSOPHY. By the Rev. 
John Carr, M. A., late Fellow of Trin. Coll., Cambridge. Second 
Edition. i8mo, 5x. cloth. 
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Dr. Lardfiers Museum of Science and Art. 

THE MUSEUM OF SWv6: AND ART. Edited by 
DiONYSius Lardner, p.CL., fomjc^v Professor of Natural Phi- 
losophy and Astronomy in University Coll^;e, i^u^^^ Contents • 
The Planets ; are they inhabited Worlds ? — Weather ^^^j^/v^Hcs— 
Popular Fallacies in Questions of Physical Science — Latitud© *-. 
Longitudes — Lunar Influences — Meteoric Stones and Shooting 
Stars — Railway Accidents — Light — Common Things :— Air- 
Locomotion in the United States — Cometary Influences — Common 
Things: Water— The Potter's Art— Common Things: Fire- 
Locomotion and Transport, their Influence and Progress— The 
Moon — Common Things : The Earth — The Electric Telegraph- 
Terrestrial Heat — The Sun — Earthquakes and Volcanoes— Baro- 
meter, Safety Lamp, and Whitworth's Mlcrometric Apparatus- 
Steam — The Steam Engine — The Eye — The Atmosphere — Time 
— Common Things : Pumps — Common Things : Spectacles, the 
Kaleidoscope — Clocks and Watches — Microscopic Drawing and 
Engraving — Locomotive — ^Thermometer — New Planets : Lever- 
rier and Adams's Planet — Magnitude and Minuteness — Common 
Things : The Almanack— Optical Images — How to observe die 
Heavens — Common Things : the Looking-glass — Stellar Universe 
— The Tides — Colour — Common Things : Man — Magnifying 
Glasses — Instinct and Intelligence — The Solar Microscope— The 
Camera Lucida — ^The Magic Lantern — The Camera Obscura— 
The Microscope — The White Ants : their Manners and Habits- 
The Surfece of the Earth, or First Notions of Geography— Science 
and Poetry — ^The Bee — Steam Navigation — Electro-Motive 
Power— Thunder, Lightning, and the Aurora Borealis— The 
Printmg Press— The Crust of the Earth— Comets— The Stereo- 
scope — The Pre-Adamite Earth — Eclipses — Sound. With up- 
wards of 1 200 Engravings on Wood. In 6 Double Volumes, 
handsomely bound in cloth, gilt, red edges, price £1 is, 

** The ' Museum of Science and Art ' is the most valuable contribution that htf 
ever been made to the Scientific Instruction of every class of society."— >Si> i^ofj" 
Brewster in the North British Review. 

** Whether we consider the liberality and beauty of the illustrations, the charm of 
the writing, or the durable interest of the matter, we must express our belief that 
there is hardly to be found among the new books, one that would be welcoiocd by 
people of so many ages and classes as a valuable present." — Examiner. 

*♦* Separate books formed from the above, suitable for Workmen s 
• Libraries^ Science Classes, &*c. 

Common Things Explained. With 233 lUnstrations, 5j. doth. 
The Electric Telegraph Popularized. looIUiistrations, u. 6./. cloth. 
The Microscope. With 147 Illustrations, 2j. cloth. 
Popular Geology. With 201 Illustrations, 2s, 6d. cloth. 
Popular Physics. With 85 Illustrations. 2s, 6d, cloth. 
Popular Astronomy. With 182 Illustrations, 4r. 6d, cloth. 
Steam and its Uses. With 89 Illustrations, zs, eloth. 
The Bee and White Ants. With 135 Illustrations, doth, 2s. 
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DR. LARDNER'S SCIENTIFIC HANDBOOKS. 

— — ♦ 

Astronomy. 

THE HANDBOOK OF ASTRONOMY. By Dionysius 
Lardner, D.C.L., formerly Professor of Natural Philosophy and 
Astronomy in University College, London. Third Edition. Re- 
vised and Edited by Edwin Dunken, F.R.A.S., Superintendent 
of the Altazimuth Department, Royal Observatory, Greenwich. 
"With 37 plates and upwards of icx) Woodcuts. In i vol., small 
8vo, cloth, 550 pages, price ^s. 6d, 
*' We can cordially recommend it to all those who desire to possess a complete 
manual of the science and practice of astronomy." — Astronomical Reporter, 

Optics, 

THE HANDBOOK OF OPTICS. New Edition. Edited by 
T. Olver Harding, B. A. Lond., of University College, London. 
"With 298 Illustrations. Small 8vo, cloth, 448 pages, price 5^. 

Electricity. 

THE HANDBOOK of ELECTRICITY, MAGNETISM, and 

ACOUSTICS. New Edition. Edited by Geo. Carey Foster, 

B.A., F.C.S. With 400 Illustrations. Small 8vo, cloth, price 5s. 

** The book could not have been entrusted to any one better calculated to preserve 

the terse and lucid style of Lardner, while correcting his errors and bringing up his 

work to the ]^esent state of scientific knowledge." — Popular Science Review. 

Mechanics. 

THE HANDBOOK OF MECHANICS. {Reprinting. 

Hydrostatics. 

THE HANDBOOK of HYDROSTATICS and PNEUMATICS. 
New Edition, Revised, and Enlarged by Benjamin Loewy, 
F.R.A.S. With numerous Illustrations. 5^. \yust publisJied. 

Heat. 

THE HANDBOOK OF HEAT. New Edition, Re-written and 
Enlarged. By Benjamin Loewy, F.R.A.S. {Preparing. 

Animal Physics. 

THE HANDBOOK OF ANIMAL PHYSICS. With 520 
Illustrations. New edition, small 8vo, cloth, 7j. dd. 732 pages. 

\just published. 

Electric Telegraph. 

THE ELECTRIC TELEGRAPH. New Edition. Revised 
and Re-written by E. B. Bright, F.R.A.S. 140 Illustrations. 
Small 8vo, 2j. 6d?. cloth. 
" One of the most readable books extant on the Electric Telegraph.*'— vff«5^. Mechanic. 

NATURAL PHILOSOPHY FOR SCHOOLS. By Dr. Lardner 
328 Illustrations. Fifth Edition. I vol. 3J. 6d. doth. 
"A very convenient class-book for junior students in private schools. It is in- 
tended to convey, in clear and precise terms, seneral notions of all the {Hrincipal 
divisions of Physical Science." — British Quarterly Review. 

ANIMAL PHYSIOLOGY FOR SCHOOLS. By Dr. Labdner. 
With 190 Illustrations. Second Edition, i vol. y. 6rf. <i\a\3a.. 
" Clearly written, well arranged, and excellently iWustraXtdL." — Gardenet* sClvr<m\cU, 
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Geology and Genesis Harmonised. 

THE TWIN RECORDS of CREATION ; or. Geology and 
Genesis, their Perfect Harmony and Wonderful Concord. By 
George W. Victor Le Vaux. With numerous Illustrations. 
Fcap. 8vo, price 5^". cloth. 

" We can recommend Mr. Le Vaux as an able and interesting guide to a popular 
apprecuition of geological science." — Spectator, 

"The author combines an unbotmded admiration of science with an unbounded 
admiration of the Written Record. The two impulses are balanced to a nicety ; and 
the consequence is, that difficulties, which to minds less evenly poised, would be 
serious, find immediate solutions of the happiest kinds.*' — London Review, ' 

** Vigoroasly written, reverent in spirit, stored with instructive geological facts, and 
designed to show that there is no discrepancy or inconsistency between the Word and 
the works of the Creator. The future of Nature, in connexion with the glorious destiny 
of man, is vividly conceived." — Watchman. 

** No real dimculty is shirked, and no sophistry b left unexposed." — The Rock, 

Geology, Physical. 

PHYSICAL GEOLOGY. (ParUy based on Major-General 
Portlock's Rudiments of Geology.) By Ralph Tate, A.LS., 
F.G.S. Numerous Woodcuts. i2mo, 2s, [Ready. ^ 

Geology^ Historical. \ 

HISTORICAL GEOLOGY. (Partly based on Major-Genena , 
Portlock*s Rudiments of Geology.) By Ralph Tate, A.LS., 
F.G.S. Numerous Woodcuts. i2mo, 2j. 6^. [Ready. 

%* Or Physical and Historical Geology, bound in One 
Vblume, price ^s, 

Wood-Carving. 

INSTRUCTIONS in WOOD-CARVING, for Amateurs; with j 
Hints on Design. By A Lady. In emblematic wrapper, hand* ■ 
somely printed, with Ten large Plates, price zs, 6d. 

" The handicraft of the wood-carver, so well as a book can impart it, may be leant 
from * A Lady's * publication." — Athetueum, 

** A real practical guide. It is very complete."— Z//*««fy Churchman. 

** The directions given are plain and easdy understood, and it forms a very go«d 
introduction to the practical part of the carvers art." — English Mechanic. 

Popular Work on Painting. 

PAINTING POPULARLY EXPLAINED; with Historical 
Sketches of the Progress of the Art. By Thomas John Gullick, 
Painter, and John Times, F.S.A. Second Edition, revised and 
enlarged. With Frontispiece and Vignette. In small 8vo, 6j. doth. 

%* This Work has been adopted as a Prize-book in the Schools of 
Art at South Kensington. 



€t 



A work that may be advantaj^eously consulted. Much may be learned, eren V^ 
those who fancy they do not require to be taught, from the careftd perusal of tw 




amount of ori^i^ 
. agreeably conveyed, and will be foimd of value, as well by the young artisi 
seeking information as by the general reader. We give a cordial wdcome to the hockt 
and au^r for it an increasing reputation." — Builder. 

" This Volume is one that we can heartily recommend to all who are desirous of 
fiJiderstajiding what they admvxe u\ a ^ood ^^^covxki^." — Daily Nltiot, 
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Delamott^s Works on Illumination & Alphabets. 

A PRIMER OF THE ART OF ILLUMINATION ; ftwr the 
use of Beginners : with a Rudimentary Treatise on the Art, Prac- 
tical Directions for its Exercise, and numerous Ejounples taken 
from Illuminated MSS., printed in Gold and Colours, By F. Dela- 
MOTTE. Small 4to, price 9J. Elegantly bound, cloth antique. 

" A handy book, Ijeautifully illustrated ; the text of which is well written, and cal- 
ilated to be useful . . . The examples of ancient MSS. recommended to the student, 
Hich, with much good sense, the author chooses from collections accessible to all, are 
:lected with judgment and knowledge, as well as taste." — Athevutunt, 

ORNAMENTAL ALPHABETS, ANCIENT and MEDIAEVAL ; 
from the Eighth Century, with Numerals ; including Gothic, 
Church-Text, large and small, German, Italian, Arabesque, Initials 
for Illumination, Monograms, Crosses, &c. &c., for the use of 
Architectural and Engineering Draughtsmen, Missal Painters, 
Masons, Decorative Painters, Lithographers, Engravers, Carvers, 
&c. &c. &c. Collected and engraved by F. Delamotte, and 
printed in Colours. Royal 8vo, oblong, price 41*. cloth. 

*' A well-known eng^ver and draughtsman has enrolled in this useful book the 
tsult of many years' study and research. For those who insert enamelled sentences 
kvmd gilded chalices, who blazon shop legends over shop-doors, who letter churdi 
ails with pithy sentences from the De(^ogue, this book will be ^^s^y3L**—Athetutum, 

:XAMPLES OF MODERN ALPHABETS, PLAIN and ORNA- 
MENTAL; including German, Old English, Saxon, Italic, Per- 
spective, Greek, Hebrew, Court Hand, Engrossing, Tuscan, 
Riband, Gothic, Rustic, and Arabesque; with several Original 
Designs, and an Analysis of the Roman and Old English Alpha- 
bets, large and small, and Numerals, for the use of Draughtsmen, 
Surveyors, Masons, Decorative Painters, Lithographers, Engravers, 
Carvers, &c Collected and engraved by F, Delamotte, and 
printed in Colours. Royal 8vo, oblong, price 4^*. cloth. 

** To artists of all classes, but more especially to architects and engrayers,«this very 
smdsome book will be invaluable. There is comprised in it every possible diape into 
Hich the letters of the alphabet and numerals can be formed, and the talent which 
^« been expended in the conception of the various plain and ornamental letters is 
Onderful. "^—Standard, 

tEDIiEVAL ALPHABETS AND INITIALS FOR ILLUMI- 
NATORS. By F. Delamotte, Illummator, Designer, and 
Engraver on Wood. Containing 21 Plates, and Illuminated Title, 
printed in Gold and Colours. With an Introduction by J. Willis 
Brooks. Small 4to, dr. doth gilt. 

*' A volume in which the letters of the alphabet come forth glorified in gilding and 
ll the colours of the prism interwoven and intertwined and intermingled, sometimes 
^th a sort of rainbow arabesque. A poem emblazoned in these characters would be 
Ckly comparable to one of those delicious love letters symbolized in a bunch of flowers 
"'dl selected and cleverly arranged." — Sun, 

:*HE EMBROIDERER'S BOOK OF DESIGN j containing Initials, 
Emblems, Cyphers, Monograms, Ornamental Borders, Ecclesias- 
tical Devices, Mediaeval and Modem Alphabets, and National 
Emblems. Collected and engraved by F. Delamotte, and 
printed in Colours. Oblong royal 8vo, 2J. 6</. in ornamental boards 
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AGRICULTURE, &c. 



YotuUt and Bunis Compute Grazier: 

THE COMPLETE GRAZIER, and FARMER'S and CATI 
BREEDER'S ASSISTANT. A Compendium of Husbar 
By William Youatt, Esq., V.S. nth Edition, cnlarge( 
Robert Scott Burn, Author of "The Lessons of My Farm,' 
One large 8vo volume, 784 pp. with 215 Illustrations, i/. i^. hal 



CX)NTENTS. 



On ike Diseases of CaUU.—Tir& 
Incident to Cattle.— Diseases of Call 
Diseases of Hones. — ^Diseases of She 
Diseases of Lambs. — Diseases Incid( 
Swine. — Breeding and Rearing of 
mestic FourlSy Pigeons, &c. — ^PaLnip 
or Web-footed kinds. — Diseases of F 
On Farm Offices and Implemen 
Husbandry. — The Farm-house, the F 
yard, and its Offices. — Constructic 
jPonds. — Farm Cottages. — Farm Ii 
ments. — Steam Cultivation. — Sowing 
chines, and Manure Die^butors.— S 
Engines, Thrashing Machino, < 
dressing Machines, Mills, BmiBng 
chines. 

On the Culture and Managtme 
Grass Laud. — Size and Shape of F 
—Fences. — Pasture Land. — Me 
Land. — Culture of Grass Land.— 
making. — Stacking Hay.— Impedir 
to the Scythe and the Eradicatio 
Weeds. — Paring and Burning. — ^I>rai 
Irrigation. — Warping. 

On the CultivattoH and Applicx 
of Grasses^ Pulse, emd Hoots.— Ks 
Grasses usually cultivated. — Art 
Grasses or Green Crops. — Gram 
Pulse commonly cultivated for 
Seeds, for their Straw, or ^or C 
Forage.— V^etables best calcuktec 
Animal Food. — Qualities and Cob^ 
tive Value of some Grasses and &00 
Food for Catde. 

On Manures in General, and . 
AMlication to Gratss Latid.—yegt 
Manures. — Animal Manures. — Fossil 
Mineral Manures. — Liquid or Flnid 
nures. — Composts. — Preservation of 
nures.— Application ofManutes.— Fie 
System of Manuring. — Farm Accot 
and Tables for Calculating Labour b^ 
Acre, Rood, &c, and by the Day, ^ 
Month, &C.— Monthly Calendar of ^ 
to be dcme throughout die Year.— 0' 
vations on dte Weather. — ^Ikdbz. 
'* Tlie standard and text-book, with the farmer and grazier. "—^tfrwvyr'^ Magaz 

Ewarfs Land Improver^ Pocket Book. 

THE LAND IMPROVERS* POCKET-BOOK OF F( 
MUL-^, Tables, and Memoranda, required in any Compntai 
relating to the Permanent Improvement of Landed Property. 
John Ewart, \jssA Smtv^yot and Agricultural Engineer. Re 
32mo, oblong. [/« M/ Pr 



On the Breeding, Rearing, Fattening, 
and General Management tfNeat Cattle. 
— Introductory View of the different Breeds 
6[ Neat Cattle in Great Britain. — Com- 
parative View of the different Breeds of 
iKeat Catde. — General Observations on 
Buyingand Stockine a Farm with Cattle. 
—The Bull.— The Cow.— Treatment and 
Rearing of Calves. — Feedingof Calves for 
Veal.— Steers and Draught Oxen.— Graz- 
ing Cattle.— Summer Soiling Cattle. — 
A^^ter Box and Stall-feeding Cattle. — 
Artificial Food for Catde.— Preparation 
of Food.— Sale of Catde. 

On the Econonw amd Management of 
the Dairy. — Milcn Kine. — Pasture and 
other Food best calculated for Cows, as 
it regards their Milk. — Situation and 
Buildms^ proper for a Dairy, and the 
oroper Dairy Utensils. — Management of 
Mine and Cream, and the Msucine and 
Preservation of Butter.— Making and Pre- 
servation of Cheese. — Produce of a Dairy. 
On the Breeding, Rearing, and Ma- 
na^ment of Farm-horses. — Introductory 
and Comparative View of the different 
Breeds of Farm-horses. — Breeding Horses, 
Cart Stallions and Mares. — Rearing and 
Training of Colts. — ^Age, Qualifications, 
and Sale of Horses. — Maintenance and 
Labour of Faxm-hones. — Comparative 
Merits of Draught Oxen and Horses.— 
Asses and Mules. 

On the Breeding, Reaeeing, and Fat- 
tening of Sheep. — Introductory and Com- 
Srative View of the different Breeds. — 
erino, or Spanish Sheep. — Breeding auad 
Management of Shea>. — Treatment and 
Rearing of House-Iamb5,Feedingof Sheep, 
Folding Sheep, Shearing of Sheq), &a 

On the Breeding, Rearing, and Fat- 
tening of Swine.— ^utrodMCtory and Com- 
parative View of the different Breeds c/[ 
Swiite. — Breeding and Rearing of Pigs.— 
Feeding and Fattoiing of Swine. — Curing 
Pork and Bacon. 
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^cott Burn's System of Modern Farmiftg. 

OUTLINE OF MODERN FARMING. By R. Scott Burn. 

Soils, Manures, and Crops — Farming and Farming Economy, 

Historical and Practical — Cattle, Sheep, and Horses — Management 

of the Dairy, Pigs, and Poultry, with Notes on the Diseases of 

Stock — Utilisation of Town-Sewage, Irrigation, and Reclamation 

of Waste Land. New Edition. In i vol. 1250 pp., half-bound, 

profusely Illustrated, price I2j. 

"There is sufficient stated widiin the limits of this treatise to prevent a firmer 

yea. going far wrong in any of his operations. . . . The author has had' great 

:rsonal experience, and his opinions are entitled to every respect."-— ^Ar^rrwr.. 

^cott Burn's Introduction to Farming. 

THE LESSONS of MY FARM : a Book for Amateur Agricul- 
turists, being an Introduction to Farm Practice, in the Cultuxe of 
Crops, the Feeding of Cattle, Management of the Dairy, Poultry, 
and Pigs, and in the Keeping of Farm-work Records. By Robert 
Scott Burn, Editor of "The Year-Book of Agricultural Facts," 
&c. With numerous Illustrations. Fcp. 6j. cloth. 

" A most complete introduction to the whole round of farming practioe.'' — yohn 

tf//. 

''There are many hints in it which even old fanners need not be ashamed to 

:cept." — Morning Herald. 

rabies for Land Valuers, 

THE LAND VALUER'S BEST ASSISTANT: being Tables, 
on a very much improved Plan, for Calculating the Value of 
Estates. To which are added, Tables for reducing Scotch, Irish, 
and Provincial Customary Acres to Statute Measure ; also, TaMes 
of Square Measure, and of the various Dimensions of an Acre in 
Perches and Yards, by which the Contents of any Plot of Ground 
may be ascertained without the expense of a regjular Survey ; &c. 
By R. Hudson, C. E. New Edition, price 4^. strongly bound 

" This new edition includes tables for ascertaining the vadue of leases for any term 
r years ; and for sho¥fing how to lay out plots of ground of certain acres in fomiB, 
luare, round, &c.y with Suable rules for ascertaimng the probable worth .of trimdingr 
mber to any amount ; and is of incalculable ^ue to the country gendemanand pro* 
sssional man." — Farmet's JaurmU, 

Auctioneer's Assistant 

THE APPRAISER, AUCTIONEER, BROKER, HOUSE 
AND ESTATE A-GENT, AND VALUER'S POCKET AS- 
SISTANT, for the Valuation for Purchase, Sale, or Renewal of 
Leases, Annuities, and Reversions, and of property generally; 
with Prices for Inventories, &c. By John Wheeler, Valuer, &c. 
Third Edition, enlarged, by C. NoRRis. Royal 32mo, strongly 

bound, price 5 J. {Recently pubHthed, 

"A neat and concise book of reference, containing an adtnirable smd cUarty- 
xranged list of prices for inventories, and a very practical guide to determiae Uie 
falue of furniture, &a" — Standard. 

The Civil Service Book-keeping. 

BOOK-KEEPING NO MYSTERY: its Principles popidarly^i. 
plained, and the Theory of Double Entry analysed, fey an Expe- 
rienced Book-Keeper, late of H.M. Civil Service. Second 
Edition. Fcp. 8va price u. 6d, cloth. 
"A book which brings the so-called mys teries widiin die cqt a .' g whKPi^gpL <^ ^^afc 
implest oapsicxty **—^uftday Timtt% 
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*'A Complete Epitome of the Laws of this 
Country y 

EVERY MAN'S OWN LAWYER ; a Handy-Book of Uie Prin- 
ciples of Law and Equity. By A Barrister. iiUi Edition, 
carefully revised, including a Summary of the Ballot Act, The 
Adulteration of Food Act, The Masters* and Workmen's Arbitra- 
tion Act, the Reported Cases of the Courts of Law and Equity, &c 
With Notes and References to the Authorities. i2mo, price dr. %d, 
(saved at every consultation), strongly bound. 

\Now ready. 

Comprising the Rights and Wrongs of Individuals^ Mercantile and Com- 
tmrctal Law, Criminal LaWy Parish Law, County Court Law, 
Game and Fishery Laws, Poor MerCs Lawsuits, 

THE LAWS OF 
Bakkruptcv— Bills of Exchange — Contracts and Agrbbmbnts — Copyright 

— DOWBR AND DiVORCB — ElBCTIONS AND RbGISTRATION — INSURANCE— LiBEL 

AND Slandbr — Mortgagbs—Sbttlbmbnts— Stock Exchange Practice- 
Trade Masks am9 Patents — Trespass, Nuisances, etc. — ^Transfer of 
Land, btc— Warranty— Wills and Agrbbmbnts, btc 

Also Law for 
Landlord and Tenant — Master and Servant— Workmen and Apprentices — Heirs, 
Devisees, and Lc^tees — Husband and Wife — Executors and Trustees — Guardian 
and Ward — Married Women and Infants — Partners and Agents — Lender and 
Borrower — Debtor and Creditor — Purchaser and Vendor — Companies and Asso- 
ciations — Friendly Societies — Clergymen, Churchwardens — Medical Practitioners, 
&c. — Bankers — Farmers — Contractors — Stock and Share Brokers — Sportsmen 
and Gamekeepers — Farriers and Horse-Dealers — ^Auctioneers, House-Agents— 
Innkeepers, &c. — Pawnbrokers — Surveyors — Railways and Carriers, &c. &c. 
** No Englishman ought to he without this book . . . any person perfectly imin- 
formed on legal matters, who may re<quire sound information cm unknovm law points, 
wUl, by reference to this book, acquire the necessary information ; and thus on many 
occasions save Uie expense and loss of time of a visit to a lawyer." — Engvuer, 

*' It is a complete code of English Law, written in plain language which all can 
understand . . . should be in the hands of every business man, and all who wish to 
abolish lawyers' \ii!^&r —Weekly Times, 

" A useful and concise epitome of the law, compiled with considerable care." — Lam 
Magazine. 

" What it professes to be — a complete epitome of the laws of this coimtry, thoroughly 
intelligible to non-professional readers. The book is a handy one to have in r«di- 
ness when some knotty point requires ready so\\x'6oxi.**—Beirs Life, 

Pawnbrokers* Legal Guide. 

THE PAWNBROKERS', FACTORS', and MERCHANTS' 
GUIDE to the LAW of LOANS and PLEDGES. With the 
Statutes and a Digest of Cases on Rights and Liabilities, Civil and 
Criminal, as to Loans and Pledges of (Joods, Debentures, Mercan- 
tile, and other Securities. By H. C. Folkard, Esq., of Lincoln's 
Inn, Barrister-at-Law, Author of the "Law of Slander and Libel," 
&c. i2mo, cloth boards, price *js, \Just published. 

The Laws of Mines and Mining Companies. 

A PRACTICAL TREATISE on the LAW RELATING to 
MINES and MINING COMPANIES. By Whitton Arun- 
P£LLy Attorney -at-Law. CTa7ni%>io. v* doth. 



Bradbury, Agneir, «t Oo.,Prtijte»,'W»5***A»»a«tAsi^. 
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NEW LIST 



WBALE'S 

RUDIMENTARY, SCIENTIFIC, EDUCATIONAL, 
AND CLASSICAL SERIES, 





Engineer», ArchiteeU, Builders, ArtUam, artd Sludetits 
generally, as well as to those interested in Workmen's 
Libraries, Free Libraries, Literary €md Seientijle Insti- 
tutions, CoUeges, Schools, Science Classes, £c., tic. 



••• THI ENTIRK SCRIEI It FREELY ILUUtTRATEO WHEKI 
REQUISITE. 

( Tht Valumtt eentainei in thit Litl are haiaii (ft lintp clolh, txfept 
uhtrt <ilReitmie itatid.) 

AGRICULTURE. 

m. CLAT LABD8 AND L0AH7 8011^ by 3. Boiuldion. 1«. 
140. SOUS, MANUBE% AND CROPS, by H. Scott Born. 2>. 
HI. PABUIBG, AND PABHINa KC0N0M7, Hutorioal and 

FiMtical, I7 B. SooU Burn. 3t. 
142. CATTLE, BHEBP.ANDHOBSES, by B-SoottBoni. 2>.6d. 

145. UANAGEMSaiT OP THE DAIBr^PIGS— PODLTBT, 

by B. Scott Bum. With Note* on the Duoki of Stank. 2t. 

146. UlILISATION OF TOWN SEWAGE -IRRiaATION— 

BECLAKATION OP WASTE LAND, by S. Soott Bum. 
2i.ed. 

Noi. ItO, 111, li3, 14G. mi 1*8 iemd in 3 mil.. tlntA 6oardi. lu. 
177. CDLTUKE OP PBDIT TEEES, by Ba Breuil. 187 Wood- 
cuts. 3t. ea. 

LOCKWOOD A CO., 7, 8TATI0MBE8' HALL COURT. 



ARCHITBCTURAIi AXt> BUILDnfO WORKS. 



ARCHITECTURE AND BUrLDINQ. 

Ift. ABOHTTBCTUBB, Orders ol, hj W. H. Leedi. U. ^A ^ 
17. Styles of, by T. Talbot Buty. 2». J jTal. 

18, Prmoiples of Design, by B. L. Oarbdtt. Si. 

Nos, 16, 17, emdUinlvol. hedf -bound, «f. 

22. BUILDING, the Art of, by E. Dobson. 1«. 6<2. 
2a. BBIOK AND TILE MAKI NG, by E . Dobson. 39. 
25. MASONBT AND STONE-OUTTIKG, by E. Dobson. New 
Edition, with Appendix on the Preserration of Stone. 2t, 6d. 

9a DRAINAGE AND SEWAGE OF TOWNS AND BUILD- 
INGS, by G. D. Dempaey. 28. 6d. 
With Ao. 29 {Seepage 4), Drainaffe of Dittriett and Lands, Ss. 6d. 

35. BLASTING & QUARRYING OF STONE, &c., by Field- 

Manhal Sir J. F. Burgoyne. 1«. 6<{. 

36. DICTIONARY OF TECHNICAL TERMS used hy Ardiiteete, 

Bnilders, ii^gineers, Sorfeyors, &o. New Edition, reTieed 
and enlarged by Robert Hunt, F.G.S. 5^. 
42. COTTAGE BUILDING, hj C. B. Allen. New Edition. UM 

44. FOUNDATIONS & CONCRETE WORKS, by Dobson. U^d. 

45. UMES, CEMENTS, MORTARS, &0., by BumelL U. M. 

57. WARMING AND VENTILATION, by C.Tomlinflon,FJLS. 3». 

88«Hf. DOOR LOCKS AND IRON SAFES, by Tomlinsoii. 2f . ^d, 

111. ARCHES, PIERS, AND BUTTRESSES, by W. Bland. UM. 
116. ACOUSTICS OF PUBLIC BUILDINGS, l^T.R. Smith. U.6rf. 

182. CARPENTRY AND JOINERY, founded on Robison and 
Tredgold. 3«. 6rf. 

182». ILLUSTRATIVE PLATES to the preceding. 4to. 6#. 

124. ROOFS FOR PUBLIC AND PRIVATE BUILDINGS, 
founded on Robison, Prioe, and Tredgold. Is. 64. 

124*. PLATES OF RECENT IRON ROOFS. 4to. [JRiprintinff. 

127. ARCHITECTURAL MODELLING IN PAPER, PMustical 

Instructions, by T. A. Richardson, Arehiteot. Is. iUL 

128. VITRUVIUS'S ARCHITECTURE, by J. Gwilt, Plates. 59. 

130. GRECIAN ARCHITECTURE, Principles of Beaatj in, hj 
the Earl of Aberdeen. Is. 

Nos. 128 and 180 in 1 voL half-bound, 8s. 

132. ERECTION OF DWELLING-HOUSES, wi<2i Speoiflcations, 
Quantities of Materials, &o., by S. H. Brooks, 27 Plates. 28. 6d. 

166. QUANTITIES AND MEASUREMENTS, by Beaton. Is. U 
176. BUILDERS' AND CONTRACTORS' PRICE-BOOK. 4*. 

PUBLISHED BY LOCKWOOD <b CO., 



ARITHMETICAL AND MATHEMATICAL WORKS. 3 



ARITHMETIC AND MATHEMATICS. 

32. MATHEMATICAL INSTBUMBNTS, THEIB CONSTBUC- 

TION, USE, &c., by J. F. Heather. Original Edition in 

1 Yol. Is. 6d. 
*,^* In ordering the above, be careful to eay *^ Original Edition " to 

distinguish it from the Enlarged Edition in 3 vols.^ advertised 

on page 4 as now ready. 

60. LAND AND ENGINEEBING SUBVEYING, by T. Baker. 2s, 

61^ BEADY BECEONEB for the Admeasurement and Valuation 
of Land, by A. Arman. Xs, Q d. 

76. GEOMETBY, DESCBIPTIVB, with a Theory of Shadows and 
Perspective, and a Description of the Principles and Practice 
of Isometrical Projection, by J. F. Heather. 2s, 

83. COMMEBCLAL BOOE-KEJSPING, by James Haddon. Is. 

84. ABrrKMETIC, with numerous Examples, by J. B. Young. ls,Qd. 
84*. KEY TO THE ABOVE, by J. B. Young. 1*. Qd, 

85. EQUATION AL ABITHMETIO : including Tables for the 

Calculation of Simple Interest, with Logarithms for Compound 
Interest, and Annuities, by W. Hipsley. 1*. 
85*. SUPPLEMENT TO THE ABOVE, 1*. 

85 and 85* in I vo/., 2s, 

86. ALGEBBA, by J. Haddon. 28, 

86*. KEY AND COMPANION to the above, by J. B. Young. 1«.6^. 
88. THE ELEMENTS OF EUCLID, with Additional Propositions, 
and Essay on Logic, by H. Law. 2s. 6d. 

90. ANALYTICAL GEOMETBY AND CONIC SECTIONS, by 

J. Hann. Entirely New Edition, improved and )re- written 
by J. B. Young. 2s, 

91. PLANE TBIGONOMETBY, by J. Hann. Is, 

92. SPHEBICAL TBIGONOMETBY, by J. Hann. Is. 

Nos. 91 and 92 in I vol., 2s. 

93. MENSUBATION, by T. Baker. 1*. Qd. 

94. MATHEMATICAL TABLES, LOGABITHMS, with Tables of 

Natural Sines, Cosines, and Tangents, by H. Law, C.E. 2s. 6d. 

101. DIFFBBENTIAL CALCULUS, by W.S.B.Woolhouse. la. 6^. 
101*. WEIGHTS, MEASUBES, AND MONEYS OF ALL 

NATIONS ; with tihe Principles which determine the Bate of 
Exchange, by W. S. B. Woolhouse. 1*. 6d. 

102. INTBGBAL CALCULUS, BUDIMENTS,byH.Cox,B.A. 1*. 

103. INTEGRAL CALCULUS, Examples on, by J. Hann. 1*. 

104. DIFFERENTIAL CALCULUS, Examples, by J. Haddon. U. 

105. ALGEBBA, GEOMETBY, and TBIGONOMETBY, in Easy 

Mnemonical Lessons, by tiie Bev. T. P. Kirkman. Is. &d. 
117. SUBTEBBANEOUS SUBVEYING, AND THE MAG- 
NETIC VABIATION OF THE NEEDLE, by T. Fenwiok, 
with Additions by T. Baker. 28. 6d. 

7, STATIONBBS' HALL COURT, LUDGATE HILL. 



CIVIL EVOINEERING WORKS. 



131. BBADY.RECKONBB FOB MILLSBS, FABMEB8, AJSiJ) 
MERCHANTS, showinff the Value of anj Quantity of Corn, 
with the Approximate Vuues of Mill-Btones & Mill Work. U, 

1S6. BUDIMENTAET ABITHMETIC, hj J. Haddon, edited hj 
A. Annan. Is. 6d, 

137. KEY TO THE ABOVE, by A. Arman. U. Qd. 

147. STEPPING STONE TO ABITHMETIC, by A. Arman. U. 

148. KEY TO THE ABOVE, by A. Arman. U. 

168. THE SLIDE BULE, AND HOW TO USB IT. With 
Slide Bole in a pocket of ooYor. Sa, 

168. DBA WING AND MEASUBING INSTBUMENTS. In- 

cluding — Instrumente employed in Geometrical and Mecha- 
nical Drawing, the Construction, Copying, and Measurement 
of Maps, Plans, &c., by J. F. Heatosb, M.A. 1«. 6d, 

169. OPTICAL INSTRUMENTS, more especially Telescopes, 

Microscopes, and Apparatus for producmg copies of Maps 
and Plans by Photography, by J. F. Heatheb, M.A. 1*. od, 

170. SUBVEYING AND ASTRONOMICAL INSTRUMENTS. 

Including — Instruments Used for Determining the Geome- 
trical Features of a portion of Ground, and in Astronomical 
Observations, by J. F. Heatheb, M.A. Is. 6d. 

♦ <^ ♦ The above three volumes form an enlargement of tlie Author* t 
original work, " Mathematical Instrutnents" the Tetith Edition 
of which {No. 32) is still on sale, price \s, 6d. 

178. PRACTICAL PLANE GEOMETRY: Giving the Simplest 

Modes of Constructing Figures contained in one Plane, by 
J. F. Heather, M.A. 2s. 

179. PllOJECTION, Orthographic, Topographic, and Perspectiye: 

giving the various modes of Delineating Solid Forma by Con- 
structions on a Single Plane Surface, by J. F. Heather, M.A. 

• [In preparation. 

*»• The above two volumes, with the Author* s work already in 
the Series, '^Descriptive Oeometry" {see page 3), wiU form a 
complete Elementary Course of Mathematical Drawing, 



CIVIL ENQINEERINQ. 

13. CIVIL ENGINEERING,' by H. Law and G. B. BomelL Fifth 
Edition, vnth Additions. 55, 

29. DRAINAGE OF DISTRICTS AND LANDS, by G.D.Dempsey. 

1«. 6^. 
With No. SO {!Seepage2), Drainage and Seuxtge of Tenons, 8«. M. 

PUBLISHED BY LOCKWOOD <b CO., 



WORKS nr FINE ARTS, ETC. 



31. WBLL-SINZINa, BORING, AND PUMP WORK, by J. G. 
Swindell, reyisedj^ G. R. BurneiL 1«. 

43. TUBULAR AND IRON GIRDER BRIDGES, including tlie 
Britannia and Conway Bridges, by G. D. Dampsey. Is, 6d. 

46. ROAD-MAKING AND MiJNTENANCB OP MACADA- 
MISED ROADS, by Field-Marshal Sir J.F.Borgoyne. U, ^. 

62. RAILWAY CONSTRUCTION, by Sir M. Stephenson. With 
Additions by E. Nngent, O.E. Zs, 

62*. RAILWAY CAPITAL AND DIVIDENDS, with Statistics of 
Working, by E. D. Chattaway. 1«. 

No. 62 and 62» in 1 vol., 8«. (kf. 

80^ EMBANKING LANDS FROM THE SEA, by J. Wiggins. 2f . 
82#*. GAS WORKS, and the PRACTICE of MANUFACTURING 

and DISTRIBUTING COAL GAS, by S. Hughes. 3«. 
81. WATER-WORKS FOR THE SUPPLY OF CITIES AND 

TOWNS, by S. Hughes, C.E. 4«. 
118. CIVIL ENGINEERING OF NORTH AMERICA, by D. 

Stevenson. Za, 

120, H YDRA ULIC ENGINEERING, by G. R. Burnell. 3*. 

121. RIVERS AND TORRENTS, with the Method of Regulating 

their Course and Channels, Nayigable Canals, &o., from the 
Italian of Paul Frisi« 28. 6(2. 



EMIGRATION. 



154. GENERAL HINTS TO EMIGRANTS. 28. 

167. EMIGRANT'S GUIDE TO NATAL, by R. J. Mann, M.D. 2*. 

159. EMIGRANT'S GUIDE TO NEW SOUTH WALES, 

WESTERN AUSTRALIA, SOUTH AUSTRALIA, VIC- 
TORIA, AND QUEENSLAND, by James Baird.B.A. '28,^. 

160. EMIGRANT'S GUIDE TO TASMANIA AND NEW ZEA- 

LAND, by James Baird, B.A. 28. 



FINE ARTS. 

20. PERSPECTIVE, by George Pyne. 2*. 

27. PAINTING; or, A GRAMMAR OF COLOURING, by G. 
FHeld. 2«. 

40. GLASS STAINING, by Dr. M. A. Gessert, with an Appendix 

on the A rt of Enamel Painting, &o. 1«. 

41. PAINTING ON GLASS, from the German of Fromberg. U. 
69. MUSIC, Treatise on, by C. C. Spencer. 28. 

71. THE ART OF PLAYING THE PIANOFORTE, by C. C. 

Spencer. l8. 
181. PAINTING (FINE ART), Gullick and Timbs. 5?. 

7, STATIONERS' HALL COURT, LUDGATE HILL. 



WORKS m MECHANICS, ETC. 



LEQAL TREATISES. 

60. LAW OF OONTRAOTS FOB WOBKS AND SEBVIOES, 

by DaTid OibbonB. 1«. 6<2. 

107. THE COUNTY COURT GUIDE, 1^ a Baprirter. 1*. Qd. 

108. METROPOLIS LOCAL MANAGBlOiNT ACTS. 1*. 6d. 
108*. METROPOLIS LOCAL MANAGEMENT AMENDMENT 

ACT, 1862 ; with Notes and Index. 1». 
Nos. 108 a nd 108 * mJL vol, 2s. ed. 
110. RECENT LEGISLATIVE ACTS applying to Contraoton, 

MerdhantB, and Tradesmen. 1*. 

151. THE LAW OF FRIENDLY, PROVIDENT, BUILDING, 

AND LOAN SOCIETIES, by N. White. U. 
163. THE LAW OF PATENTS FOR INVENTIONS, by F. W. 

Campin, Barrister. 28. 



MECHANICS 8& MECHANICAL ENGINEERING. 

6. MECHANICS, by Charles Tomlinson. U, Qd, 
12. PNEUMATICS, by Charles Tomlfaison. New Edition. 1*. ed. 

33. CRANES AND MACHINERY FOR RAISING HEAVY 

BODIES, the Art of Constructing, by J. Glynn. U. Gd, 

34. STEAM ENGINE, by Dr. Lardner. 1«. 

59. STEAM BOILERS, their Construction and Management^ by 
R. Armstrong. With Additions by R. Mallet. U, 6d, 

63. AGRICULTURAL ENGINElERING, BUILDINGS, MOTIVE 
POWERS, FIELD MACHINES, MACHINERY AND 
IMPLEMENTS, by G. H. Andrews, C.E. 3s, 

67. CLOCKS, WATCHES, AND BELLS, by E. B. Denison. New 
Edition. [^Preparina, 

77*. ECONOMY OF FUEL, by T. S. Prideaux. U. 6d. . 

78. STEAM AND LOCOMOTION, by Sewell. \_EeprinHng. 

78**. THE LOCOMOTIVE ENGINE, by G. D. Dempsey. U. U. 

79*. ILLUSTRATIONS TO ABOVE. 4to. 45. M. [Reprinting, 

80. MARINE ENGINES, AND STEAM VESSELS, AND THE 
SCREW, by Robert Murray, C.E., Engineer Surveyor to the 
Board of Trade. With a Glossary of Technical Terms, and 
their equiyalents in French, German, and Spanish. 3«. 

82. WATER POWER, as applied to Mills, &o., by J. Glynn. 2». . 

97. STATICS AND DYNAMICS, by T.Baker. New Edition. l*.6rf 

98. MECHANISM AND MACHINE TOOLS, by T. Baker ; and 

TOOLS AND MACHINERY, by J. Nasmyth. 2«. 6<i. 
113*. MEMOIR ON SWORDS, by Marey, translated by Maxwell 1*. 
114. MACHINERY,ConBtructionandWorking,byC.D.AbeL l*.6d. 

PUBLISHED BY LOCKWOOD h CO., 



NAVIGATION AND NAUTICAL WORKS. 



115. PLATES TO THE PRECEDINa. 4to. 7«. Qd. 

126. COMBUSTION OF COAL, AND THE PREVENTION OP 

SMOKE, by C. Wye WilliamB, M.I.C.E. &. 
139. STEAM ENGINE, Mathematical Theory of, hy T.Baker. 1«. 
162. THE BRASSFOUNDER'S MANUAL, by W.Graham. 28. 6d. 

164. MODERN WORKSHOP PRACTICE. By J.G.Winton. 3s. 

165. IRON AND HEAT, Exhibiting the Principles concerned in 

the Construction of Iron Beams, Pillars, and Bridge Girders, 
and the Action of Heat in the Smelting Furnace, by James 
Arjioub, C.E. Wopdouts. 2*. Qd. 

166. POWER IN MOTION: Horse Power, Motion, Toothed Wheel 

Gearing, Long and Short Driving Bands, Angular Forces, &c., 
by Jamks Armour, C.E. With 73 Diagrams. 2s. 6rf. 

167. A TREATISE ON THE CONSTRUCTION OF IRON 

BRIDGES, GIRDERS, ROOFS, AND OTHER STRUC- 
TURES, by F. Campin. Numerous Woodcuts. 2*. 

171. THE WORKMAN'S MANUAL OF ENGINEERING 

DRAWING, by' John Maxton, Instructor in En^neering 
Drawing, Royal School of Naval Architecture and Marme Engi- 
neering:, South Kensington. Plates and Diagrams. Ss. 6d. 

172. MINING TOOLS. For the Use of Mine Managers, Agents, 

Mining Students, &c., by William Morgans, Lecturer on 
Mining, Bristol School of iMines. 12mo. 2s. Qd. 

172*.ATLAS OP PLATES to the above, containing 235 Illustra- 
tions. 4to. 4«. 6<?. 

176. TREATISE ON THE METALLURGY OF IRON ; con- 
taining Outlines of the History of Iron Manufacture, Methods 
of Assay, and Analysis of Iron Oresj Processes of Manufacture 
of Iron and Steel, &c., by H. Bauebman, F.G.S., A.RJS.M. 
Fourth Edition, revised and enlarged. Woodcuts. 4«.6«?. 

180. COAL AND COAL MINING, by W. W. Smyth. Qs. 6rf. 



NAVIGATION AND SHIP-BUILDINQ. 

51. NAVAL ARCHITECTUEE, by J. Peake. &. 6d. 

53». SHIPS FOR OCEAN AND RIVER SERVICE, Construction 

of, by Captain H. A. Sommerfeldt. Is, 
63**. ATLAS OP 12 PLATES TO THE ABOVE, Drawn for 

Practice. 4to. 7«. 6^^. 

54. MASTING, MAST-MAKING, and RIGGING OF SHIPS, 

by R. Kipping. Is. Qd. 
54*. IRON SEflP-BUILDING, by J. Grantham. Fifth Edition, 

with Supplement. 4*. 
54**. ATLAS OF 40 PLATES to illustrate the preceding. 4to. 38». 

55. NAVIGATION ; the Sailor^s Sea Book: How to Ke«p the Log 

and Work it off. Law of Storms, &c., by J. Greenwood. 28. 

7, STATIONERS' HALL COURT, LUDGAIE HILL. 



SCIENTIFIC WORKS. 



83 bit. SHIPS ASB BOATS, Fomi of, hj W. Bknd. 1^. 6d. 
99. NAUTICAL ASTBONOMY AND NAVIGATION, hy J.K 

Young. 2f. 
100». NAYIGATION TABLES, for Uie witli ihB abore. U. Qd, 
lOa SHIPS' ANCHOBS f or aU SKBVICES, bj G. OotMll. U. 64. 
149. SAILS AND SAIL-MAKING, by B. Kipping, N.A. 28. ^ 
155. ENGINBBB'S GUIDB TO THB BOYAL AND MEB- 

CANTILB NAYIBS. Bj a Practical Engineer. Berised bj 

D. F. McCarthy. 3s. 



PHYSICAL AND CHEMICAL SCIENCE. 

1. CHEMISTBY, by Prof. Fownea. With Appendix on Agri- 

cultural Chemistry. New Edition, with Incbi. It. 

2. NATUEAL PHILOSOPHY, by Charles Tomlinaon. 1*. 6^. 
4. MINEBALOGY, liy A. Bamsay, Jon. St. 

7. ELECTRICITY, by Sir W. S. Harris. 1*. 6rf. 

7*. GALVANISM, ANIMAL AND VOLTAIC KLBOTBICITY. 
by Sir W. S. Harris. It. Qd. 

8. MAGNETISM, by Sir W. S. Harris. New Edition, rerised and 

enlarged by H. M. Noad, Ph.D., F.E.S. With 165 woodcuts. 

St.Qd, 
11. HISTOBY AND PBOGBESS OF THE ELECTBIC TELE- 
GRAPH, by Bobert Sabine, JJ., F.SjI. 3t. 
72. BECENT AND FOSSIL SHELLS (A Manual of the Mollnsca), 

by S. P. Woodward. With Appendix by Balph Tate, F.Q.S. 

6^. Qd. ; in clot h bo ards, 7t. 6ef. 
79»*. PHOTOGBAPHY, the Stereoscope, Ac., from the French 

of D. Van Monckhoven, by W. H. liomthwaite. It. Qd. 
96. ASTRONOMY, by the Bey. B. Main. New and Enhurged 

Edition, with an Appendix on " Spectrum Analysis." It. 6«i. 

133. METALLURGY OF COPPEB, by Dr. B. H. Lambom. 2*. 

134. METALLURGY OF SILVER AND LEAD, by Lamborn. 2». 

135. ELECTRO -METALLUBGY, by A. Watt. 2t. 

138. HANDBOOK OF THE TELEGBAPH, by B. Bond. New 

and Enlarged Edition. 3^. 
143. EXPERIMENTAL ESSAYS— On the Motion of Camphor 

and Modem Theory of Dew, by C. Tomlinson. It, 

173. PHYSICAL GEOLOGY (partly based on Portlock's " Rudi- 

ments of Geology"), by Ralph Tate, A.L.S., &c. 28. 

174. HISTORICAL GEOLOGY (partly based on Portlock's " Rudi- 

ments of Geology "), by Ralph Tate, A.L.S., Ac. 2t. Qd, 

%• 173 and 174 in 1 vol., 4». 6rf. 

183. ANIMAL PHYSICS, by Dr. Lardner. Part I., 4s. 
184. ^, Part It, 3s. 

*J^ Nos. 183 and 184 in 1 vof. cloth boards^ 7s. 6d. 

PUBLISHED BY LOCKWOOD & CO., 



EDUCATIONAL WORKS. 9 



MISCELLANEOUS TREATISES. 

112. DOMESTIC MEDIOmS, by Dr. Ealph Gooding. 2». 
112*. THE MANAGEMENT OP HEALTH, by James Baird. U. 

113. USB OP PIELD ARTILLEEY ON SEBVIOB, byTaubert, 

translated by Lieut.-Col. H. H. Maxwell. 1«. 6<2. 
150. LOGIC, PUKE AND APPLIED, by S. H. Emmens. 1«. ed. 

162. PRACTICAL HINTS FOE INVESTING MONEY : with 

an Explanation of the Mode of Transacting Business on the 
Stock Exchange, by Francis Playford, Sworn Broker. Is, 

163. LOCKE ON THE CONDUCT OF THE HUMAN UNDER- 

STANDING, Selections from, by S. H. Emmens. 2«. 



NEW SERIES OF EDUCATIONAL WORKS. 

1. ENGLAND, History of, by W. D. Hamilton. 5*.; cloth boards,. 
68, (Also in 5 parts, price Is, each.) 

6. GREECE, History of, by W. D. Hamilton and E. Levien, M Jl. 

28. 6d. ; cloth boards, 3«. 6d, 

7. ROME, History of, by E. Levien. 2s, 6d. ; cloth boards, Ss, ed, 
9. CHRONOLOGY OF HISTORY, ART, LITERATURE, 

and Progress, from the Creation of the World to the Con- 
clusion of the Franco-German War. The continoation by 
W. D. Hamilton, F.S.A. Ss. cloth limp ; 3«. 6d, cloth boi»dB. 

11. ENGLISH GRAMMAR, by Hyde Clarke, D.C.L. Is. 

11*. HANDBOOK OP COMPARATIVE PHILOLOGY, by Hyde 
Clarke, D.C.L. 1*. 

12. ENGLISH DICTIONARY, containing above 100,000 words, 

by Hyde Clarke, D.C.L. 3s, 6d. ; doth boards, 4ts. 6d, 

, with Grammar. Cloth bds. 6*. Qd. 

14. GREEK GRAMMAR, by H. C. Hamilton. Is. 

16. DICTIONARY, by H. R. Hamilton. VoL 1. Greek- 
English. 28, 

17. Vol. 2. English— Greek. 2s. 

• Complete in 1 vol. 4«. ; cloth boards, 5s, 

-. , with Grammar. Cloth boards, 6s, 

19. LATIN GRAMMAR, by T. Goodwin, M JL 1*. 

20. DIcmONARY, by T. Goodwin, MX VoL 1. Latin 

—English. 2s, 
22. Vol. 2. English— Latin. Is, 6d. 

Complete in 1 vol. 3s. 6d, ; cloth boards, 4s. 6d. 

, with Granmiar. Cloth bds. 6s. 6d. 

24. FRENCH GRAMMAR, by G. L. Strauss. 1*. 

25. FRENCH DICTIONARY, by Elwes. Vol.1. Fr.— Eng. U.6d. 

26. Vol.2. English— French. 2«. 

Complete in 1 vol. 3*. ; cloth boards, Ss. 6d. 

, with Grammar. Cloth bds. 4«. 6d. 

27. ITALIAN GRAMMAR, by A. Elwes. Is. 

7, STATIONERS' HALL COURT, LUDGATE HILL. 



10 EDUCATIONAL WORKS. 

28. ITALIAN TBIGLOT DICTIONABY, hj A. jBiw«B. YoL 1. 
ItaliAii — BngUih— Frenoh. 2$. 

dO. YoL 2. Snglidi— Franoh— Italiuu 2m. 

32. — »^. YoL 3. Fraoob— Italian— Bngliab. 2s. 
-^— — .Complete in 1 toL Cloth bouds, 7i. 6<i. 

^ with Gmnmar. Cloth bdfl. 8«. 6^ 

M. SPANISH GRAMMABk by A. Blwet. U, 

36. ENGLISH AND ENGLISH— SPANISH DIC- 

TiONABY, l^ A. Blwes. 4«. ; oloth boards, 5«. 
■ '• ., with Gmmmar. Cloth boards, 6#. 

39. GEBMAN GRAMMAB» by G. L. Strauss. 1«. 

40. READER, from best Authors. 1». 

41. TRIGLOT DICTIONARY, by N.E. S. A. HamUton. 

YoL 1. English — Gknnan — ^French. U. 

42. YoL 2. German— Frandi— English. U. 

43. YoL 3. Frendi — German— English. 1». 

Ccmiplete in 1 toL 38. ; olom boards, 4s. 

— , with Grammar. Cloth boards, 6*. 

44. HEBREW DICTIONARY, liy Bresslau. YoL 1. Heb.— Eng. 6«. 

, with Grammar. 7*. 

46. YoL 2. English— Hebrew. 3«. 

Complete, with Grammar, in 2 yols. Cloth boards, 12*. 
46*. (HlAMllAR, by Dr. BressUu. U. 

47. FRENCH AND ENGLISH PHRASE BOOK U 

48. COMPOSITION AND PUNCTUATION, by J. Brenan. 1*. 

49. DERIVATIYE SPELLING BOOK, by J. Rowbotham. 1*.6J. 

50. DATES AND EYENTS. by Edgar H. Rand. U. 
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the Sorbonne, &c. 2a, Qd. 
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14. CICERO. De Amicitia, de Senectute, and Brutus ; Notes 

by the Rer. W. B. Smith, M.A ., 2s, 
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8. HOMER. Hiad, xix. to xziy., by T. H. L. Leary, D.C.L. U. 6if. 
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